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PREFACE 

In preparing the present volume it has been the 
object of the author to give, as concisely as possible, an 
account of the smoke abatement movement, and to 
indicate the means by which the smoke nuisance may 
be combated, and, it is to be hoped, finally overcome. 

The present age is essentially one of industrial growth 
and expansion ; it is also one in which there may be de- 
tected the gradual awakening of a national conscience in 
regard to questions of hygiene and to all that concerns the 
well-being of the community. This being so, no excuse is 
needed for calling attention to the serious harm which 
results from the unrestricted emission of smoke, and it 
has been the aim of the author to show that, so far from 
its being a necessary evil, it is one that is easily reme- 
diable, and for the removal of which adequate legal 
machinery actually exists. The emission of smoke is 
unsound both economically and hygienically ; economi- 
cally, inasmuch as it involves a direct waste of valuable 
fuel, and hygienically, as it is a direct cause of lowered 
vitality in those compelled to breathe the vitiated atmos- 
phere, and hence increases their susceptibility to infections 



The legal aspects of the smoke nuisance have been 
made the subject of three chapters giving the various 

V 
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enactments which, from time to time, have been made 
in our own and in other countries. The causes of 
smoke are next described, both from a theoretical and 
from a practical standpoint, and the remedy indicated. 
Succeeding chapters deal in detail with the various 
appliances now on the market for the dual purpose of 
smoke abatement and fuel economy, the leading types 
being illustrated and described. The author desires in 
this connection to express his indebtedness to the 
manufacturers who have kindly placed at his disposal 
valuable information, and supplied blocks as noted in the 
List of Illustrations. 

In conclusion, the author hopes that this book may 
be the means of directing increased attention to a 
question which, although of urgent public importance, has 
hitherto been unaccountably — and culpably — neglected 
by many of those public authorities upon whom the duty 
of dealing with it devolves. 

W. N. 

June 1905. 
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SMOKE ABATEMENT 

CHAPTER I 
INTRODUCTION 

History and Growth of the Smoke Nuisance — The Combustion of Coal — 
Nature and the Results of the Smoke Nuisance. 

History and Growth of the Smoke Nuisance* — The 

history of the smoke nuisance during the last hundred 
years proves that there have always been a few persons 
possessed of a clear conception of the enormity of the 
evil, and who have resolutely set themselves the task of 
bringing about its abolition. To these persons the public 
as a whole is deeply indebted. The greater portion of 
the community has, however, shown a spirit of indiffer- 
ence which, on the part of those who are directly respon- 
sible for its continuance, or upon whom devolves the 
duty of dealing with it, is distinctly reprehensible. The 
reasons for this apathy are many, and are both direct 
and indirect. It is a silerit nuisance, hence it escapes the 
notice of many, while many of those who do see it, and 
have some conception of the damage it is doing, imagine 
it to be a necessary nuisance. There are numerous other 
reasons which are constantly being put forward as a jus- 
tification of the laisser /aire, which are all, however, un- 
tenable when subjected to examination. Of reasons which, 
on the other hand, can be put forward in favour of its 

A 
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2 SMOKE ABATEMENT 

abatement, the following are surely sufficient to compel 
action : — 

The smoke nuisance is a nuisance, 80 per cent, of 
which can be practically prevented, and in many 
instances an even higher percentage can be 
reached. 

There is in existence sufficient legal machinery to 
enforce prevention. 

A proportion of the physical degeneracy of the human 
race, of which so much has been said during the 
last few years, is directly traceable to the constant 
inspiration of impure air, and the nuisance is on 
the increase. 

Amongst existing organisations which should be able 
to aid in the task of smoke abatement may be cited the 
Local Government Board. This Board consists of medical 
and other experts appointed by the Government on 
account of their special fitness for the work they have to 
do. They are the guardians of the public health, whose 
duty it is to see that the provisions of the Public Health Act 
are carried out. If an epidemic of smallpox or of any other 
infectious disease breaks out, an inspector of the Board at 
once visits the Local Authority, institutes an inquiry, finds 
out the cause, takes steps to stamp out the disease, and 
issues instructions to the Local Authority, which aim at 
preventing, as far as possible, a recurrence. The Board 
has done, and is doing, excellent work by effectively 
dealing with impure water supplies, unwholesome food, 
the housing of the poor, defective drainage and ventila- 
tion, building construction, refuse disposal, the sanitation 
of factories and workshops, offensive trades disinfection, 
zymotic diseases, and almost every other condition which 
has any bearing on public health. 

The smoke question has, however, received no attention 
at the hands of the Board, although the unrestricted emis- 
sion of smoke alone is more injurious to health than many 
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INTRODUCTION 3 

of the above conditions put together. The question of 
economy is not one that should be seriously entertained in 
this connection. If necessary, the staff should be increased, 
an expert engineering official or officials appointed, and a 
Smoke Department established. The duties of such a de- 
partment would be to make model bye-laws or regulations 
for the Local Authorities respecting the construction of 
furnaces and fireplaces and their working, the nature of the 
smoke nuisance, and the number of minutes which should 
be allowed in a specified time for one or more boilers or 
furnaces of different kinds to emit smoke, as well as for the 
accumulation of the general information essential for the 
guidance of Local Authorities in the administration of the 
Smoke Acts. Regulations on the above-mentioned lines 
would be sent to each Local Authority with instructions 
to carry them out. The officials would occasionally visit 
cities and towns, especially those where heavy trades 
were carried on, to ascertain if the regulations were being 
enforced, and to note if any improvement in the atmos- 
pheric conditions had resulted. If the Local Authorities 
ignored the instructions as they have the Public Health 
Act of 1875 (which deals with the smoke question), it 
would be the duty of the Smoke Department, in the in- 
terests of public health, to carry out this important work 
themselves, by mapping out the country into districts 
and sub-districts, appointing district inspectors and assis- 
tant inspectors, and empowering the inspectors to take 
proceedings against any preventable nuisance in their 
districts, and to conduct the said proceedings in court. 
Such steps would prove most salutary, for justice would 
be done both to the smoke maker and to the public. If 
the Local Authorities refused to do their duty, which 
would hardly be likely if they found the Board to be 
really in earnest, it would be the duty of the Government 
to see they are done, as is the case in the administration 
of the Factory Acts, which are carried out without refer- 
ence to local opposition. 



Digitized by VjOOQIC 



4 SMOKE ABATEMENT 

Public health experts are now mostly agreed that the 
time has arrived when a Minister of Public Health should 
be appointed, and made responsible for the public health 
of the country. A minister possessed of special quali- 
fications for oflSce would very quickly find out whether 
the departments now in existence under the Local Govern- 
ment Board are being worked efficiently, and if not, he 
would be able to institute the necessary reforms. He 
would also give prompt attention to questions which to- 
day demand it (but which have hitherto been ignored), 
and establish not only a Smoke Department, but other 
departments to deal Avith important matters regarding 
health. 

The Local Authorities are elected by the public to 
look after their interests and to legislate for them. They 
comprise men from all classes of society : doctors, lawyers, 
manufacturers, shopkeepers, artisans, and others. Elec- 
tion imposes upon those who seek office many legal and 
moral obligations, which must be faithfully discharged in 
the interests of those represented. One of the most 
important of them is the "abatement of the smoke 
nuisance." Every member of every Authority in a dis- 
trict where trade is carried on knows of the existence of 
a smoke nuisance, but it has been in existence so long, 
that most of them have come to regard it as a necessary 
nuisance. They are not acquainted (nor is it reasonable 
to expect them to be) with the sections of the Public 
Health Act of 1875, which give them power to deal with 
the nuisance. 

Section 92 of this Act lays it down that "it is the 
duty of a Local Authority to inspect the district for the 
detection of nuisances/' This necessitates the appoint- 
ment of a nuisance inspector. If the district is a very 
small one, then one inspector may deal in a fairly satis- 
factory manner with all nuisances arising. But in a 
large district divided into a number of sub-districts, a 
single inspector individually charged with the super- 
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vision of all the nuisances does not prove satisfactory. 
It has been found better for the district inspector to deal 
with general nuisances in his district, and to appoint 
special inspectors for special duties, viz., the inspection of 
meat and other foods, of cowsheds, of canal boats, and of 
lodging-houses, swine fever, of consumption cases, of 
plumbing, and of workshops. Lady inspectors have been 
appointed to advise on the cleanliness and feeding of 
children, and smoke inspectors, and other inspectors of 
special nuisances have been found necessary. To make a 
general nuisance inspector efficient, he must have had 
some practical experience in building, joinery, plumbing, 
and kindred trades, but'an efficient smoke inspector must 
have had some practical experience in engineering. 

The inspectors appointed should be practical engi- 
neers, with special experience in the working of various 
kinds of boilers, engines, and furnaces. To obtain the 
most suitable and competent men it will be necessary to 
pay a reasonable salary. The best men will then be 
willing to take up the work, which is often very difficult 
and distasteful. It will be of very little use, however, to 
appoint special smoke inspectors unless the Local Authori- 
ties are determined to enforce the law, and to assist the 
inspectors in every way possible. 

The inspectors appointed would take observations of 
chimneys, and ascertain the amount of smoke emitted 
during stated periods ; visit works and find out what 
the offending chimneys serve, and have the boilers 
and furnaces fired and thoroughly tested to decide how 
much smoke it might be necessary to emit in a specified 
time for their effective working. The working limits of 
smoke emission could then be fixed, and if the limits 
were exceeded, a nuisance would be established within 
the meaning of the Act, for which it is necessary to 
serve a notice to abate within a reasonable time. If by 
subsequent observations it was found that the nuisance 
had not been abated, the works should be again visited. 
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6 SMOKE ABATEMENT 

and if it were found that there was no necessity for the 
continuance of the nuisance, proceedings should be taken, 
a magistrate's order made to abate, and a penalty im- 
posed for non-compliance with the notice. 

Some Authorities have proceeded, or have attempted 
to proceed, on the lines laid down, but have met with 
much opposition from manufacturers* associations, by 
whom they have been charged with pursuing a policy 
of persecution, and obstructing and interfering with 
trade, threats being made that a continuation of the 
policy would compel the manufacturers to seek some 
other town for their works. 

Offenders have claimed full liberty to construct their 
furnaces and fireplaces as they pleased, either on ancient 
or modern principles, and to erect chimneys twenty-five 
feet high, or even lower if they choose ; and exemption 
from interference with the way they worked the fire- 
places and furnaces, and freedom to emit smoke for 
longer periods than those specified. They have also 
claimed to be informed when the inspector was going 
to make observations, or after every observation of 
excessive Smoke emission, which, they contend, would 
do more to prevent smoke than prosecutions. 

To emphasise their charges, and to obtain the con- 
cessions claimed, they have threatened to take their 
business outside the city boundary, where they could 
carry on their business just as they pleased. This 
attitude has frightened many Local Authorities, and they 
have conceded everything asked for, though there was 
not the slightest prospect of the business being removed 
elsewhere, and even if it had been the Authority into 
whose district they had removed would have been 
equally compelled to proceed against them for making 
an unnecessary nuisance. 

On the other hand, there are manufacturers who do 
everything practicable to prevent smoke. New boilers are 
put down, furnaces rearranged, costly appliances attached, 
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good coal bought, experienced men, liberally paid, put in 
charge, in fact, everything is done to stop smoke. Some 
firms have spent thousands of pounds on smoke preven- 
tion, and are entitled to the highest praise for their 
endeavours to minimise the evil. There are also many 
who do a little toward smoke prevention to escape pro- 
secution, which, although not perhaps a very worthy 
motive, is better than none at all. 

There exists an organisation well-fitted to cope with 
the problem. The Sanitary Institute was founded in 
1876 and incorporated in 1888, and its object was the 
dissemination of sanitary science, especially amongst 
those who occupied oflScial positions, and whose duty it 
was to administer the laws relating to public health, 
and to render them better qualified to efiiciently dis- 
charge their duties. Sanitary experts at once appreciated 
the objects of the Institute, became members, and to-day 
there are thousands of public health experts within its 
ranks who are working zealously to carry out the objects 
for which it was founded. Courses of lectures are 
given by specialists on the leading health questions, 
examinations held at the close, and certificates given to 
those who procure the requisite number of marks. 
The inefficient manner in which many sanitary inspectors 
carried out their duties to the detriment of public 
health, compelled the Institute to establish special 
examinations in sanitary science for sanitary inspectors, 
or others who desired to qualify for the work. The 
examinations embrace a number of questions completely 
covering the general work of an inspector, the examiners 
being medical officers of health and other specialists, 
and a certificate is awarded those who pass. 

The experience of Sheffield with regard to the value 
of the certificate for sanitary science is the general 
experience of the country, and is a very striking testi- 
mony in favour of the great and good work done by 
the Institute. 
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Much has been done by the Institute, but not 
enough, for it has practically done nothing on the smoke 
question, with the exception of one or two papers dealing 
with the subject having been read at the annual 
congresses. This attitude is unfortunate, as it is to a 
large degree responsible for so little being done by Local 
Authorities, who argue that if the Sanitary Institute as 
an expert body refuses to do anything on the question, 
they are justified in letting the matter alone. 

The time has now arrived for the Institute to deal 
thoroughly with the question, because of the enormous 
injury it is doing to health and property. It might 
proceed on the same or on similar lines to those it has 
adopted in regard to other questions, viz., arrange for 
courses of lectures to be given by specialists at various 
centres of industry on the subjects of: ** Smoke and the 
Injury Therefrom " ; " The Causes of Smoke " ; and, " The 
Practical Prevention of Smoke," &c. ; after which examina- 
tions might be held, and certificates of competency 
given to all who satisfied the examiners. 

If such facilities were offered, hundreds of engineers 
and others would avail themselves of them, and would 
not rest satisfied until they procured a smoke inspector's 
certificate, which would become as popular and as 
valuable as the sanitary inspector s certificate. Having 
obtained the certificate, and possessing the theoretical 
as well as the practical knowledge, they would quickly 
be on the look-out for official appointments, and if there 
was an unwillingness on the part of Local Authorities to 
appoint them, the necessary pressure to compel them 
to do so would be forthcoming. 

Years ago the Press proclaimed a crusade against an 
atmosphere polluted by smoke, and articles, speeches, 
and letters full of sound arguments against it were 
published. But in the main there was no response 
from the public, so they let the matter drop, as it was 
not a very profitable crusade to fight capitalists who were 
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in many instances their largest supporters. It is the 
duty of the Press to revive the agitation ; and to persist 
in using all the power it possesses in denouncing the 
nuisance until smoke abatement is an actual fact 
throughout the country. Finally, if the public itself, 
which, after all, is the body chiefly concerned, could 
only be roused to a sense of the many evils arising from 
the unrestricted emission of smoke, strong measures * 
would soon be brought to bear upon its abatement. 

Combustion of Goal. — Although much has been 
written about combustion, comparatively little is known 
about the precise conditions under which coal is im- 
perfectly or perfectly burned. In a general way it is 
quite clear what the principal conditions for perfect 
combustion should be, viz. (i) The temperature should 
be raised as quickly as possible to that at which the 
oxygen combines with carbon and with hydrogen, and 
be steadily maintained within the combining tempera- 
ture range; (2) the oxygen in the air supplied should 
be brought into the closest possible contact with the 
fuel both as coal and as gases from the coal; and (3) 
the air supply should be just sufficient to convert all 
the carbon and oxidisable carbon compounds to carbon 
dioxide (CO^). 

These conditions are never fully realised, but the aim 
should be to make the nearest practicable approach to 
them in each particular case. 

The chief consequence of the imperfect combustion 
of carbonaceous fuel is the formation of smoke, which 
means a corresponding waste of fuel. Hence smoke 
abatement and fuel economy necessarily result from the 
attempts made to obtain perfect combustion. 

In burning coal, very nearly all the available heat is 
due to the combination of oxygen with carbon. It is 
not a case of simple combustion of free carbon in oxygen 
gas. It is a much more complicated process, as coal is 
a variable mixture of substances, which have to be gasi- 
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fied and reduced to a fine state of division before oxygen 
highly diluted with nitrogen can combine with them. 
The air consists of 23 parts by weight of oxygen, and T7 
parts by weight of other elements, mainly nitrogen. One 
part (say, a pound) of carbon in uniting with oxygen to 
form carbon dioxide liberates in round figures 14,650 
British thermal units, but only 4400 such units if carbon 
monoxide (CO) is the combustion product; while the 
combination of oxygen to form water (HgO) yields about 
62,100 such units. An ordinary good coal with, say, 
80.5 per cent, of carbon (free and combined) would give 
a calculated yield of 13,793 B.T.U., which for the 
present purpose may be called 14,000 B.T.U. The 
heat of combustion of the sulphur is small, and may 
be left out of consideration in these rough calculations. 
As 2.66. pounds of oxygen are needed to burn i pound 
of carbon to COg, the quantity required (after deducting 
the oxygen used in uniting with hydrogen) for i pound of 
the coal specified above is 2.53 pounds. This amount 
is contained in 9.8 pounds, or about 122 cubic feet of 
air, but as some of the air always fails to come in direct 
contact with the fuel, a larger quantity is required in 
practice, say, about 150 cubic feet; very much larger 
quantities are often used. As the average stoker knows 
little about the chemistry and physics of combustion, it 
is useless to give lengthy chemical and physical details, 
or to notice minutely the diflSiculties usually met with. 
All that can be done is to state some generalities bearing 
upon the subject worth bearing in mind when studying 
the descriptions given of feeding and of smoke-preventing 
apparatus. 

The oxidation range for converting coal into COg lies 
roughly between 752'' and 1292° F., or an average 
approximating to 1000° F. The fire should be kept 
as uniformly as possible at about this temperature, and 
the proportion of black coal to red coal should never be 
locally excessive. The coal should be so supplied as 
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to reduce the temperature as little as possible. The 
draught should be so regulated that (i) about 150 cubic 
feet of air pass in at the same rate as i pound of coal 
is burnt; (2) the air should be made to come in contact 
with as much of the fuel as possible, especially at the 
places where the combustible gases are being given off; 
and (3) such contact should be sufficiently lasting for all 
the oxygen to be utilised. If all the oxygen enters into 
combination the flue gases will have about 1 9 per cent, 
by volume of COg. It is generally much less than this 
owing mainly to an excess of air having been supplied, 
and partly to some of the fuel not having been burnt. 
In the latter case the result is more or less smoke. 
Smoke varies inversely as the COg, so that when the 
amount of carbon dioxide is unknown the smoke is the 
best guide as to the firing. If smoke is being formed 
the fuel is being supplied faster than the air can 
oxidise it. 

If the operations of an ordinary stoker are watched, 
some such results as the following, given in fuller detail 
in Bryan Donkin s work on " The Heat Efficiency of Steam 
Boilers" (pp. 139, 140), will be found to occur : — There is a 
glowing fire 6 to 8 inches thick. Fresh fuel is shovelled 
on; there is a marked and sudden fall of temperature, 
and, owing to obstruction, less air passes in through the 
coal per unit of time. For some minutes much smoke 
is produced. Then for some minutes combustible gases 
are given off. These require ^ quicker inrush of air 
into the midst of them, but as the stoker rarely admits 
sufficient air, the combustion of them is generally very 
imperfect, and, as the fire burns and brightens, the air 
supply is, as a rule, most deficient just where the largest 
quantity is wanted. After some minutes the stoker 
mixes the black and red coal, the consequence being 
the production of more smoke. Then the combustion 
improves, the fire gets hotter and thinner, more air is 
able to penetrate, no black coal is visible, and the proper 
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conditions for combustion are at last attained. The air 
supply is now sufficient, the fire burns red and white, 
and there is no smoke. This lasts for a few minutes 
only. The fuel is now mostly coke, the fire is very thin, 
and too much air passes through ; more coal is therefore 
wanted. Fresh fuel is supplied, and the same process is 
repeated, followed by the same results. Every four 
hours or so the clinkers have to be removed, as they 
obstruct the air ; this process is accompanied by a great 
loss of heat. 

In the case above described a great deal of smoke 
is produced, and perfect combustion lasts for a very short 
time. By a proper delivery of coal and a sufficient 
supply of air at the right place and time there would 
be very little smoke, and good combustion would be 
spread over a larger area for a longer time. 

The art of stoking requires not merely physical 
strength and endurance, but also, in a much higher 
degree, skill, experience, and a keen appreciation of the 
multitudinous conditions depending upon the kind of 
fuel, weather, and the work expected from the apparatus. 
Further remarks on stoking are given at a later page. 

Nature and Results of the Smoke Nuisance. — A 
nuisance is something which annoys, or is oft'ensive, or is 
injurious to health. It is universally admitted that smoke 
is a nuisance, for it is not only responsible for one of the 
things named, but for all three, and many more of a 
similar nature, in fact, it has been considered a nuisance 
of the very worst kind during the last hundred years, 
judging by the Acts which have been passed to 
abate it. 

Smoke is not only a local, but a national and world- 
wide nuisance which is increasing with the population 
and trade year by year. 

Nature of the Nuisance, — Smoke consists of minute 
particles of carbon, together with a sticky, tarry matter, 
which settles and sticks to everything it comes in contact 
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with. It is dirt. Lord Palmerston's definition of dirt 
from a health point of view is ** Matter in the wrong place," 
and carbon or coal in the atmosphere is matter in the 
wrong place. 

Is Smoke Injuriom ? — Many have, and some even now 
do contend that it is not injurious, and people have 
lived to a ripe old age who have resided all their lives 
in very smoky districts. It may be true, but smoke 
has not lengthened their lives. Careful observation will 
positively prove to any unprejudiced mind that smoke 
is injurious to almost everything it comes in contact 
with. 

The Injury to Buildings, — In a very short time 
buildings; whether of brick, stone, or other material, 
become covered with unconsumed carbon, and present 
a most dismal appearance. This is not, however, all. 
Damage is done to the fabric itself by impure air. 
Professor Church and other experts have often demon- 
strated the great injury done to buildings by smoke 
products which cause stone and other material to decay 
and crumble. Serious ravages have been occasioned 
by smoke on public buildings, such as St. Paul's Cathedral, 
Westminster Abbey, and Cleopatra's Needle. 

The Injury to Vegetation, — Sir W. Thiselton Dyer, the 
Director of Kew Gardens, states that enormous injury 
is being done to plants and shrubs at Kew by the smoke 
from Brentford, where the District Council absolutely 
declines to enforce the law, and he remarks that it is 
strange that successive Governments should permit the 
finest horticultural gardens in the world to be injured 
by smoke. In 1901 the Commissioner of Works was 
requested to receive a deputation on the subject, in 
the hope that it might move the Government to 
action. 

The visible smoke or particles of carbon are un- 
questionably most injurious to vegetable life, because the 
smuts close the pores of plants, and impede the respira- 
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tion necessary to a healthy existence. Thus plant life is 
interfered with, growth is impossible, and death very 
soon results. It is almost impossible, owing to the 
poisonous atmosphere, to maintain healthy tree life, 
for the bark is injured by the sulphuric acid. The plane 
tree alone seems able to withstand the effects of town 
life, and is planted in preference to others. The whole of 
the sulphuric acid is not deposited in the town of its 
origin ; a great quantity is carried away by the wind, and 
the injurious effects are exercised on the vegetation in the 
surrounding districts. 

The Injury to Health, — In districts where there is the 
most smoke, there is the least sunshine. Smoke is a 
barrier to the sun's rays, though the heat rays may pass 
through the smoke readily. In fact, smoke shuts out 
sunlight, which is so essential to life and health, and 
it also assists largely in the formation of fogs. 

Air charged with soot, dust, and other injurious 
matter, must be unwholesome to breathe, and prejudicial 
to health, indeed Dr. A. Ransome, an authority on 
public health, declares that a smoky atmosphere increases 
mortality. 

Sir William Broadbent, who is an active member of 
the Coal Smoke Abatement Society, also maintains that 
coal smoke is most injurious to health. 

Eminent medical authorities, such as those named, 
and others, have spoken and written about the injury to 
health and the increased mortality, and medical officers 
of health have given the smoke question special attention, 
particularly in cities and towns where heavy trades are 
carried on. 

Mortality statistics have worked wonders in relation 
to smoke. Considering the causes of increased mortality, 
it has invariably been found that where there was an 
increase of the nuisance, there were more deaths from 
lung troubles. These facts have convinced the few medical 
authorities who were inclined to disbelieve that black 
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smoke was injurious to public health to change their 
opinions, and it is pleasing to note now that they unani- 
mously condemn it. Dr. Littlejohn, late Medical Officer 
of Health for Sheffield, says that the blue rays, which 
are of the greatest importance to healthy vitality, are kept 
back. This opacity of smoke to light is one of its most 
detrimental characters, as neither animals nor plants can 
thrive when deprived of light. All are aware of the 
inspiriting effect of sunshine upon the mental and physi- 
cal energy, and how diminution of hght tends to depress 
and lower vitality, thus rendering, no doubt, the body 
more susceptible to influences which otherwise would 
produce no impression. Practical demonstration of this 
can be seen in the poorer districts of every large town, 
where, owing to the narrowness of streets and overcrowd- 
ing of dwellings, the inhabitants, deprived of light, to a 
large extent show a lower vitality and capability of resist- 
ing attacks of disease. Within the last few years another 
important fact has been demonstrated, viz., the powerful 
influence sunlight has upon the destruction of various 
forms of bacteria and disease germs, and in the case of 
one form in particular — the tubercle bacillus, which is 
the cause of a disease of great prevalence and fatality — 
it has been shown that this organism succumbs after a 
short exposure to light. Organic changes or oxidations 
which are impossible in darkness readily take place in 
sunlight, and this fact also is of great importance in the 
economy of human life. 

Consumption. — A short time ago there was an outcry 
in the country about the alarming mortality from con- 
sumption. It was found that foul air was to a large 
extent responsible for the disease, and that, if it had 
not reached a very advanced stage, fresh air was a cure. 
In Sheffield the consumption cases were on the increase, 
and it was deemed desirable in 1901 to appoint a 
special inspector, whose duties were to find out such 
cases, and ascertain all particulars about the persons 
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suffering from the disease, and also to collect information 
about their families. 

The cases were so numerous, the difficulty in getting 
information so great, that the medical officer of health 
was forced to the conclusion that compulsory notification 
was absolutely necessary, so that the Local Authority 
might take the necessary steps to prevent the spread of the 
disease. Powers of compulsory notification were sought 
and obtained from Parliament, and in November 1903 
they came into force. 

Dr. Robertson, Medical Officer of Health for Sheffield, 
in a lecture on the lungs at University College, pointed 
out that the number of people who died in Sheffield 
every year from lung diseases was enormous ; that those 
who dwelt in cities cannot help breathing in soot and 
other dirt ; and that little by little this soot was stored 
up in 4ihe liings. A person with his lungs in this state is 
far more liable to contract disease of the lungs, so that 
in this respect the country dweller has a great advantage 
over the town dweller. 

- We find that the deaths from the most dreaded 
infectious diseases are exceedingly few compared with 
the deaths from consumption which are caused chiefly 
by the breathing of impure air. 

The air of the workshop and home is foulest and 
poisoned for want of ventilation. The intelligent house- 
wife \nows the value of and the necessity for ventilation, 
but she keeps the windows and doors shut to keep out 
the soot and smoke, preferring the polluted air inside the 
house to that outside, which she considers the worse of 
the two. 

Smoke, then, is largely responsible for poisoned air in 
the home, and if it were removed windows and doors 
could be opened, fresh air would take the place of foul, 
and better health would be the result. 

Cost of the Smoke Nuisarvce, — It is estimated that coal 
smoke costs in London alone an unnecessary expenditure 
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of not less than ;f 4,000,000 a year, the result of fuel 
wasted owing to defective combustion, the increased 
expense of cleaning and painting, and the permanent 
injury to furniture, books, pictures, public buildings, and 
decorations of all kinds. The cost of the nuisance to 
the country , at large in money and in health must 
indeed be heavy ! 



K 
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CHAPTER II 

GENERAL LEGISLATION AGAINST THE SMOKE 
NUISANCE 

Select Committee on Smoke Prevention, 1819 — Select Committee on 
Smoke Prevention, 1843 — Select Committee on Smoke Prevention, 
1845 — J'nrther Iteport of the Committee, 1845 — Report of Sir Thomas 
de la Beche and Dr. Lyon Playfair, 1846 — Report of General Board of 
Health, 1855— Letter to Local Authorities, 1866— Public Health Act, 
1875 — Suggested Amendment of the Act. 

It is now five hundred years since coal made its advent 
as a fuel, and, while it has proved a very valuable friend 
to humanity, it has also proved a formidable foe in the 
form of smoke. When coal was first introduced into 
London there was a very. strong opposition to its use 
in the city, its opponents believing it to be prejudicial 
to the health of the inhabitants, and in 1648 London 
petitioned Parliament against its importation from 
Newcastle. The petition failed, coal was imported, and 
the nuisance from coal smoke increased to such an 
extent that it is said a proclamation was issued for- 
bidding the use of coal when Parliament was sitting. 

It was at once recognised that coal possessed an 
indisputable value, and the impossibility of finding an 
eflSicient substitute soon left it in possession of a field 
where indeed there were no serious rivals. Its use, 
for a long time, was, however, very limited. It was 
a luxury, and therefore could only be enjoyed by a few, 
and the damage done by smoke was small. With an 
increased population, increased wealth per head, and 
greater spending powers for luxuries, the demand for 
coal for domestic purposes rapidly increased, and in 
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course of time it ceased to be considered a luxury 
and became an absolute necessity. Advances were made 
in manufacture by machinery, and coal became exten- 
sively used for the generation of steam to drive the 
machinery in the manufacture of iron, and of other metals, 
as well as for domestic purposes. With the extraordinary 
increase in consumption there came an extraordinary in- 
crease in the amount of smoke emitted into the atmos- 
phere, which grew to be an intolerable nuisance, producing 
dirt and destruction on every hand. In fact, the nuisance 
increased to such an alarming extent as to arouse public 
opinion, which demanded that something should be done 
to prevent it. 

Select Committee on Smoke Prevention, 1819. — As a 
result of the agitation a Select Committee of the House 
of Commons was appointed in 18 19 to inquire how far 
•it might be practicable to " compel persons using steam 
engines and furnaces in their different works to erect 
them in a manner less prejudicial to public health and 
public comfort, and to report their observations thereon 
to the House." Their Report was as follows : — 

" That from the advanced period of the Session at 
which the appointment of your Committee took place it 
was not to be expected that they could form any ultimate 
decision as to the precise object of their inquiry, but so 
far as they have hitherto proceeded, they confidently 
hope that the nuisance so universally and so justly 
complained of may at least be considerably diminished, 
if not altogether removed." They stated that they had 
had under examination men " whose minds have been 
long and practically directed to the extinction of the evil, 
and from their evidence, as well as from the plans which 
will be found in the Appendix, the House will be enabled 
to judge how far their opinions correspond with those of 
your Committee." The Report further stated that " the 
disinterested communications made- by persons whose 
private interests might have led them to a different 
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line of conduct cannot be too highly valued or ex- 
tolled." 

Several kinds of apparatus for preventing smoke were 
submitted to this Committee, some admitting air at the 
bridge, and others in the form of mechanical stokers, 
founded on principles similar to those which underlie 
many of the forms of apparatus used at the present 
day. 

The Select Committee continued its labours, and in 
the following year a further Report was published to the 
effect that they had had " full opportunity of ascertaining 
how far the reduction of smoke in furnaces of different 
descriptions can be practically accomplished, and the 
evidence detailed in the Appendix will show that the 
object the House had in view has been satisfactorily 
and effectively attained." 

The Appendix contained much matter relating to 
various kinds of smoke-preventing appliances, giving 
details as to their application to boilers and brewing- 
pans, and the satisfactory results. 

That there were difficulties to contend with thus early 
is shown by a letter included in the Appendix referred to. 
It was by a Mr. Wakefield, of Manchester, and was written 
"in order to show you the prejudices I have had to 
combat." It was said that burning the smoke was a loss 
of lo per cent, on the most improved plan, as well as 
difficult to execute, and injurious to the pans by concen- 
trating the heat ; and when an engine was overloaded 
or the pan too small, that heavy smoke was unavoidable, 
so that the idea of burning smoke was given up and 
treated with contempt. Mr. Wakefield says that " the 
nuisance had become insufferable. Many persons were 
threatened with indictments to make them raise their 
chimneys, which answers no purpose, only carrying the 
smoke higher, so as to clear its own premises, but falls 
upon the next neighbour; besides, the lofty chimneys 
being dangerous, some have fallen, and persons been 
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killed by them/' He claimed, however, to have suc- 
ceeded in removing all these objections. 

Even at" this time the principles underlying smoke 
abatement had been grasped and put into execution by 
some persons. Thus we find Mr. Coombs writing a letter 
of such interest as to warrant the following lengthy 
extract. He wrote to recommend to the notice of the 
Committee an appliance he had devised : — 

" In submitting my plans to the consideration of the 
honourable Committee, I beg leave to accompany them with 
a few remarks, which, although not so clear as I could wish, 
may still tend to elucidate the operations of the apparatus, 
and of exciting some ingenious artist to correct the exist- 
ing evils, such as the immense waste of fuel, the incon- 
sistent plan of erecting as also of feeding the fire of steam 
and other boilers, the obviation of which inconvenience 
has employed much of my time for upwards of ten years 
back ; and, although I have succeeded in some points, 
yet there remains much to be done ; and so convinced am 
I of its practicability, that I have looked with the daily 
expectation of some engineer producing a plan that would 
embrace completion. Steam engines are now brought to 
so high perfection that there seems nothing scarcely that 
cannot be performed by them, and I am of opinion they 
can be made their own servants, to supply their own fuel, 
and also to consume their smoke, on different plans ; and 
I would remark a powerful drawback, namely, the door 
in front for feeding the fire, the removal of which I 
strongly recommend, well knowing its great mischief — 
every time the door is opened to supply the fire, thou- 
sands of gallons of cold air rush in, striking against the 
bottoms and sides of the boilers, cooling the flues, and 
most completely counteracting our grand object, of retain- 
ing heat, may I say, equal in effect almost to water. The 
usual method of supplying the boiler with fire, the door 
is opened every five minutes to admit four shovels of 
coals; by this method, out of twelve hours the door is 
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opened three hours, exposing the boiler and flues, which 
not only impair and damp the fire, but assists much to 
force up the virtue of the coals unconsumed. Within 
the bills of mortality, how many thousands of chimneys 
are at this moment emitting into the atmosphere their 
black and immense volumes, consisting of the strength 
and virtue of some hundreds of chaldrons of coaL May 
not this rouse the thinking mind to exert its energies to 
an application of this smoke, which is no other than an 
impure gaseous state of coal ? The perfection of gas, and 
its usefulness, which is nightly before our eyes, convinces 
me that the smoke of steam and other boilers may be 
transmuted into fuel, and to a great extent of saving. 
Steam boilers require a strong heat and power to raise the 
steam to a certain force at first, then to maintain that 
force, continuing a solid and steady heat without so strong 
draft, or, in other words, without the extraordinary waste 
and consumption of coals. With my drawings and model 
I will more fully explain it. Brewers' coppers I have 
found much more difficult, as they must not only have a 
strong boiling heat, but also power to damp their fire with 
facility; this sudden change they require twice a day. 
With the power of moving the body of coal from the 
boiler, I consider we may, and I am emboldened to say, 
from late experience and observation, it can be accom- 
plished ; by igniting smoke we convert it into fuel. To 
convey an accurate description with my pen I find it 
difficult, but by a verbal explanation, I doubt not to 
make it evident the great advantage resulting in forcing 
the smoke through red-hot cylinders, pipes, or flues for 
ignition, and also in feeding the fire with hoppers and 
wheels, or either in a perpendicular, or in an oblique 
direction. That I may be more fully understood, I have 
given a section of a coke oven, the process of which has 
years back convinced me that boilers may be heated on 
the same principle, and with an extensive saving of time 
and fuel. Coal, like a cornfield on fire, will communicate 
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its heat and flame from one particle to another, as the 
currency of air drives it. The arrangement of air into 
all fires I consider of the utmost consequence, as I am 
confident that, with care, even our atmospheric air may be 
considered as fuel. In my specification 1813,1 claim the 
shape of a boiler standing on an iron pillar at the back ; 
also, on a plate of iron : for small boilers it answers ; but 
it is the brewers* coppers that have baffled my efforts till 
within these three months." 

Select Committee on Smoke Frevention, 1843. — No 
legislation appears to have resulted from the labours of 
the earlier Committee, and in 1843 a voluminous Report 
and Minutes of evidence of another Committee was 
issued. This Committee was appointed " to inquire into 
the means and expediency of preventing the nuisance 
of smoke arising from fires or furnaces," and was em- 
powered *' to report their opinion, together with the 
minutes of evidence taken before them, to the House." 
The ground covered by the evidence was exceedingly 
wide, embracing nearly every point involved in dealing 
with combustion and the action of smoke. Evidence 
was given by men eminent in science, manufacturers, and 
persons who had devoted themselves to studying the 
question, amongst them being Dr. Muntz, Dr. Reid, 
Michael Faraday, Dr. Neil Arnott, Mr. Houldsworth of 
Manchester, and the Rev. Dr. Molesworth, the founder 
of the Smoke Abatement Association of Manchester. 

The Report of the Committee states : " That the at- 
tention of the parties called to give evidence has been 
principally directed to the consideration of the following 
heads on which their opinions were given : — 

1. '* Whether it was practicable entirely to prevent, 
or very much to diminish, the nuisance now so severely 
felt in large towns and populous districts from the smoke 
of furnaces or of steam engines. 

2. " Whether, if this were practicable, it would be 
advisable to take any steps to prevent the nuisance, as so 
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doing might interfere with the property or interests of 
manufacturers, or of proprietors of furnaces. 

3. " If, in the event of the two former questions being 
answered in the affirmative, they would recommend some 
legislative enactment to be framed to prohibit the nuisance 
of smoke. 

" In regard to the first of these questions, it appears 
from the whole of the evidence of scientific and practical 
men, including master manufacturers, that smoke which 
is the result of imperfect combustion, may in all cases be 
much diminished, if not entirely prevented. 

" It appears to be the unanimous opinion of the wit- 
nesses conversant with the subject, that imperfect com- 
bustion arises from a deficiency of air to mix with and 
act on the inflammable matter at a proper temperature, 
and under circumstances which must ensure its eflTective 
operation, but this admission of air properly regulated is 
the greatest if not the only principle of preventing smoke, 
which is generally applicable, and that all inventions for 
the prevention of smoke* (except where the smoke has 
been separated mechanically by an artificial shower of 
water, produced from a flue constructed for the pmrpose) 
are only various applications in different forms of this 
general principle, even the flow or jet of steam, which 
has been applied by some persons to prevent smoke in 
furnaces, being merely a modification of this general 
principle, as, though steam may modify combustion, air 
must necessarily flow in with it, otherwise the combustion 
in the furnace is arrested." 

The Committee urged the immediate introduction of 
legislation to prohibit the production of smoke from 
furnaces and steam engines. 

Select Committee on Smoke Prevention, 1845. — A 
Bill had been proposed by Mr. Hall in accordance with 
the suggestion of the Select Committee of 1843, but in 
consequence of the opposition it excited, another Select 
Committee was appointed in 1845, "To inquire into the 
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means and expediency of preventing the nuisance of smoke 
arising from flues or furnaces/' The proposed Bill 
provided " for the appointment of any police officer, 
or other competent persons, as Inspectors of Smoke 
Nuisances in any district/' and that it should not be 
lawful for the occupiers of any furnace or chimney to 
permit opaque smoke to issue from such chimney for any 
longer period of time than was necessary for the " kind- 
ling of the fire of such furnace in connection with such 
chimney, and previous to the running of any engine 
connected therewith, which time allowed for kindling 
such fire shall not exceed . . . minutes/' Penalties were 
proposed of not less than 20s. for a first offence, 40s. for a 
second oifence, and a larger penalty for each succeeding 
offence, while it was also proposed that if it could be 
shown that the stoker, or other person, was at fault, the 
magistrates could order a part or the whole of the penalty 
to be paid by such person, and, if necessary, to be deducted 
from his wages. The evidence before the Committee 
came largely from Leeds, and dealt more with the ques- 
tion of legislative interference ; the persons upon whom 
responsibility should rest, and the penalties that should 
be levied, than with the general question of smoke pre- 
vention. 

The Committee reported that " opaque smoke issuing 
from steam-engine chimneys may be so abated as no 
longer to be a public nuisance. 

" That a variety of means are found to exist for the 
accomplishment of this object, simple in construction, 
moderate in expense, and applicable to existing furnaces, 
and flues of stationary engines, as well as to those here- 
after to be erected." They found there was sufficient 
evidence founded upon experience of practical men 
to induce them to form the opinion that a law 
making it imperative upon the owners of stationary 
steam engines to abate the issue of opaque smoke was 
desirable for the benefit of the community, but that in 
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the existing state of knowledge and experience upon the 
subject it was not desirable to extend the provisions of 
any Act that might be passed beyond the furnaces used 
for the generation of steam for the working of stationary 
steam engines. They also decided that in the provisions 
of an Act for this purpose the offence would be best 
described as " the issuB of opaque smoke." They re- 
commended that a penalty should attach to the occupier 
of the property, or to the person employed in the care 
of the furnaces, and that a public functionary or func- 
tionaries should be appointed, whose duty it should be to 
take cognisance of the nuisance, and to bring the offend- 
ing parties before the constituted authorities in the locality 
in which the nuisance had been proved to exist. 

The term " opaque smoke " in the proposed Bill was 
defined as smoke not transparent at the point of its 
exit from the chimney, a definition which was taken 
exception to by some of the witnesses, who held that the 
use of the term would lead to differences of opinion and 
a variety of interpretations; and it was suggested that 
the word " smoke " should be defined to mean smoke of 
a different quality and amount from that which would 
proceed from the chimney if the furnace were properly 
constructed, an eflBcient apparatus, and efficiently stoked ; 
or in other words, the offence would consist of smoke 
issuing from a furnace chimney in the absence of the 
conditions specified. 

Further Report of Committee, 1845.— In the same 
year the Committee issued a further Report to the efiect 
that it was inexpedient under existing circumstances to 
apply the provisions of the proposed Bill to furnaces con- 
nected with the manufacture of iron, copper, and coal 
works, and with distilleries. 

These exceptions were probably made on account of 
the opposition to the Bill shown by those interested in 
the trades named, many of whom gave evidence before 
the Select Committee after the publication of their first 
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Report. Amongst others, Mr. Thomas Dumi presented a 
petition from the Town Council of Sheffield against the 
Bill on the ground that " the process of applying steam 
to the purpose of Sheffield manufacture is peculiar, the 
power of the engine being of necessity applied in an 
irregular manner, not in the same manner as in a silk, or 
cotton, or woollen mill, when after the steam is first got 
up, the same amount is wanted till the engine is put 
down altogether. In Sheffield nearly all the processes 
to which steam is applied are powers thiett want irregu- 
larity, as in the rolling of iron or steel." 

The proposed Bill was subsequently withdrawn upon 
an understanding that the subject should be left in the 
hands of the Government, and that some general measure, 
having for its object the supervision of snioke in towns 
and populous districts, should be submitted to Parliament. 
The Government considered that there were matters con- 
nected with the question which still required investiga- 
tion, and therefore appointed Sir Thomas de la Beche 
and Dr. Lyon Playfair to make an inquiry into the 
means then adopted for the prevention of smoke in the 
various parts of the kingdom, with the view of ascer- 
taining how far those means were generally applicable to 
large towns and populous districts. 

Report of Sir Thomas de la Beche and Dr. Lyon 
Playfair, 1846.— The Report was published in 1846, and 
is a very valuable one, demonstrating clearly how well 
the difficulties of the subject were recognised at that 
time. 

The Report stated : — *' Although the smoke arising 
in many towns from the consumption of coal must be 
regarded as a nuisance, the consideration of that arising 
from a multitude of private fires, collectively producing 
a considerable volume of smoke in large cities, such as 
London, should be carefully separated from investigations 
respecting that evolved from the chimneys of steam 
engines, breweries, and other works generally. Due 
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caution is also required so to classify the latter, that 
while on the one hand those fires and furnaces from 
which a discharge of smoke can be prevented should be 
brought within the provisions of legislative enactments, 
the progress of important branches of our national 
industry should not, on the other, be impeded. 

" The general principles upon which the combustion, 
or rather the prevention, of smoke may be effected are 
now well known, and admitted to be applicable in 
practice. Smoke consists of vapours produced by the 
partial combustion or distillation of coal, carrying up 
small particles of the fuel in mechanical suspension, and 
depositing, by the combustion of one of their constituents, 
carbonaceous matter in a fine state of division. The 
mode of preventing this smoke is to admit a sufficient 
quantity of air to effect the combustion of the carbon- 
aceous matter when the vapours are of a sufficiently 
elevated temperature to unite entirely with the oxygen 
of the air. If the temperature be not sufficiently 
elevated, the hydrogen of the vapours alone is consumed, 
and the carbon is separated in the fine state of division 
referred to. The gases produced by the complete com- 
bustion of fuel are colourless and invisible, and therefore 
do not come under the definition of the term smoke. 

" As the prevention of smoke implies the complete 
combustion of fuel, the result, as an abstract statement, 
always is, that more heat is generated, and a saving of 
fuel effected, when it is so consumed as to prevent the 
emission of smoke ; but although this theoretical con- 
clusion is undoubtedly correct, the practical results are 
not always consonant with this statement. 

*' In consuming smoke in the usual way a quantity of 
cold air is introduced into the fire, and as this must be 
heated up to the temperature of the surrounding fuel, 
the loss of the latter may be equal to, or even greater 
than, the saving of the fuel from the combustion of the 
products of distillation. This often results in the careless 
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use of furnaces constructed on the principle of smoke 
prevention, and thus leads to the contradictory state- 
ments given by those who have used such furnaces. But 
in all carefully conducted experiments the saving of fuel 
has been considerable, and the reason of this will be at 
once perceived, when it is considered that in addition to 
the combustion of the products of distillation there is a 
large amount of fuel saved by the combustion of a gas 
called carbonic oxide, formed by the proper product of 
combustion, carbonic acid, taking up in its passage 
through the incandescent fuel another portion of carbon, 
which escapes useless as regards the production of heat, 
unless burned by the air introduced at the bridge of the 
furnace, for the purpose of consuming the products of 
distillation. 

*' From these considerations and from experiments con- 
ducted under our inspection, with a view to determine 
this point to our satisfaction, we arrive at the conclusion 
that although from careless management of fires there is 
often no saving, and that indeed there is frequently a 
loss of heat in the prevention of smoke, still that with 
careful management the prevention of smoke is in many 
cases attended with, and may in most cases be made to 
produce, an economy of fuel. 

" It may be unnecessary to remind your Lordship that 
the cause of the emission of smoke in manufactories may 
be classed under three different heads, the relative im- 
portance of which involves very different considerations 
in any attempt to legislate for its prevention. These 
are : — 

1. "The want of proper construction and adjustment 

between the fireplaces and the boilers, and the 
disproportionate size of the latter to the amount 
of work which they are expected to perform. 

2. "The deficiency of draught, and improper con- 

struction of the flues leading to a chimney of 
inadequate height or capacity. 
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3. "The carelessness of stoking and management by 
those entrusted with the charge of the fireplace 
and boilers. 

'' These differences in the causes of smoke have already 
induced the Legislature to proceed cautiously in the local 
Acts for its suppression. A fine inflicted and levied 
summarily is quite applicable when the emission of 
smoke is due to the carelessness of those entrusted with 
the management of the furnaces, and may with justice 
be levied on the master, who is responsible to the public 
that his servants act in such a manner as to prevent his 
establishment being a public nuisance. A fine thus 
summarily levied, when the cause of the nuisance is 
unconnected with carelessness of management, and 
depends on bad structural arrangements, becomes oppres- 
sive in cost of alterations by acting as a fine infinitely 
greater than the Legislature contemplated as a punish- 
ment for the offence." 

It will be seen from the foregoing that the reporters 
were fully alive to the possible injury to trade from too 
exacting a measure for the repression of the nuisance, 
also they recognised the fallacies underlying many of the 
statements frequently put forward as to the economy of 
smoke prevention. 

The Report also stated that in all towns referred to 
complaints were made of the absence of power to inflict 
a small fine upon the stoker for carelessness in managing 
any smoke- consuming apparatus, or even in stoking 
ordinary fires. Upon this point the opinion " is univer- 
sally expressed that all Acts will be inoperative unless 
the stoker also, as well as the master, be made an 
interested party in seeing to the due execution of the 
Act." 

No practical steps appear to have been taken by 
Government to deal with the question by the intro- 
duction of a Bill as promised, although Parliament 
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sanctioned clauses in Local Improvement Bills dealing 
with the abatement of the smoke nuisance. Among the 
towns which obtained such clauses were Leeds, Man- 
chester, Liverpool, and Derby. 

Report of General Board of Health, 1855.— In 1854 
Lord Palmerston requested the General Board of Health 
to obtain information in regard to the consumption and 
means of prevention of smoke, and the following year 
the Board issued a long Report on the subject, in which 
many statements are, although founded upon more recent 
information and renewed investigations, only a reiteration 
of those which had previously been made in the published 
Reports of Select Committees. From inquiries made from 
fifty-six firms which had adopted various means for the 
diminution of smoke, it was found that in answer to the 
question, " Have you succeeded in diminishing smoke ? " 
twenty-three replied " Yes," and eighteen replied " Almost 
entirely," while only three seem to have entirely failed. 
Replies by the same firms to other questions showed 
that in only eight cases was their difficulty one of 
maintaining the requisite heat without producing smoke, 
while in the majority of cases it was stated that a con- 
siderable saving of fuel had been effected. The Report 
states that " after such instances of success it is impossible 
to deny that smoke may be prevented. Numerous cases, 
indeed, of partial, and some of complete, failure have 
occurred, but these only show that proper means have 
not been used, or that the means employed have not been 
adapted to the particular cases." 

The detailed conclusions arrived at by the Board of 
Health were as follows : — 

1. "That the emission of smoke is the effect, and 
may be taken as the proof, of imperfect combustion, and 
is therefore always attended with waste of fuel. 

2. "That the fuel wasted is not only the visible 
smoke, which is unburnt carbon, but generally a far 
larger portion in the form of gas, both common coal 
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gas and that called carbonic oxide, which is only half- 
burnt carbon, and which, therefore, has not produced the 
heat which it would have generated if it had been perfectly 
consumed. 

3. "That the chief impediment to the prevention of 
smoke in manufactures is the insufficient boiler surface 
in proportion to the steam required ; a deficiency which 
causes waste in two ways: first, because much of the 
heat produced escapes up the chimney uselessly; and 
next, because this deficiency has to be made up by 
overfiring, whence imperfect combustion and consequent 
waste of fuel. 

4. "The employers of furnaces labour under great 
difficulty as to the best and most economical use of fuel, 
because ordinary makers of furnaces seem to be guided 
in their construction by little better than empirical rules, 
instead of acting upon well-established scientific principles 
or the results of accurate experiments. 

5. "That notwithstanding this great difficulty many 
persons have succeeded in entirely preventing the escape 
of visible smoke, except whilst first lighting their furnaces, 
and many others have reduced the time during which 
smoke is emitted to a small fraction of its former 
amount. 

6. "That experience has fully proved that there is 
no truth in the common allegation that if smoke be pre- 
vented, there must be increased difficulty in getting up 
and maintaining steam. 

7. "That successful modes of preventing smoke, if 
there be proper boiler surface, may be adopted without 
the infringement of any patent right, the methods in 
question not having been patented or the patents having 
expired. 

8. "That notwithstanding the great and obvious 
advantages of perfecting the combustion of fuel, and 
the certainty that the cost of doing so will be amply 
repaid by the saving effected, such is the indisposition 
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of practical men to depart from the beaten track, that 
nothing but the force of law is likely to ensure the care 
and attention necessary to protect the public from a 
grievous nuisance, the manufacturers themselves from 
heavy unnecessary expense, and the national resources 
from grievous waste of fuel to the amount of millions a 
year. 

9. "That though the absolute and immediate pro- 
hibition of smoke could not be enforced without com- 
pelling most of the owners of furnaces to incur very 
heavy expenses, its reduction to a very small amount 
may be effected with comparative ease, and with very 
great benefit both to themselves and others; while it 
cannot be denied, that any who produce more smoke 
than others who use fuel for the same purposes, do 
produce more than is practically necessary. 

I o. " That the enforcement of smoke regulations can 
be most easily and quickly effected by the appointment 
of constables to keep a regular and constant watch upon 
all chimneys liable to emit much smoke ; and that the 
prevention of smoke will be more quickly and certainly 
effected by constant supervision and immediate informa- 
tion of any breach of the regulation^, than by heavy 
penalties irregularly imposed. 

11. "That great facility in the prevention of smoke 
would be afforded by the publication of the specifications 
and descriptions of patented and other inventions for the 
prevention of smoke, by which those interested could be 
informed what they could and could not do in this 
matter without infringing upon any patent right. 

12. "That great facility would also be afforded by 
the appointment of oflBcers specially qualified, and not 
connected with any 'patentee or manufacturer of boilers or 
furnaceSy to superintend the police officers employed to 
suppress the nuisance of smoke, and to advise owners of 
furnaces how best to comply with the provisions of the 
law, and to report upon cases of its infringement." 
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Letter to Local Authorities, 1866. — In 1866 the 
Secretary of State addressed a letter to the Mayors or 
Local Authorities of fourteen large towns in England 
with respect to the consumption of smoke, asking more 
especially for information as to the Act under which 
prosecutions were taken, the number of convictions ob- 
tained, and the effect produced in diminishing the smoke. 

Almost all the towns, including Sheffield, stated that 
they proceeded under the " Towns Improvement Clauses 
Act," and that a diminution had taken place in regard 
to the nuisance. Birmingham, Liverpool, and Sheffield 
show by far the largest number of convictions obtained, 
those in Sheffield during the years 1855-1865 inclusive 
amounting to 445, the smallest number in any year 
being 4 in i860, and the highest 74 in 1865. 
This shows remarkable activity in dealing with the 
nuisance during these years, but there has been a re- 
markable degree of apathy displayed in dealing with the 
nuisance since the passing of the Public Health Act, 
1875, the reasons for which will be noticed later. 

That there was a very popular and powerful demand 
for legislative action, is shown by the inquiries carried out 
by Government, and it is astonishing to find that the 
only results have been a clause in the Towns Improve- 
ment Clauses Act, 1S47, and the Sections of the Public 
Health Act, 1875, under which proceedings to abate the 
nuisance are taken, and which are as follows : — 

Public Health Act, 1875. 

Section 91, Sub-section 7. — Any fireplace or furnace 
which does not as far as practicable consume 
the smoke arising from the combustible used 
therein, and which is used for working engines 
by steam, or in any mill, factory, dyehouse, 
brewery, bakehouse, or gas work, or in any 
manufacturing or trade process whatsoever : and, 
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Any chimney (not being the chimney of a private 
dwelling-house) sending forth black smoke in 
such quantity as to be a nuisance, shall be 
deemed to be nuisances liable to be dealt with 
summarily in manner provided by this Act. 
Provided — 

First. — That a penalty shall not be imposed on 
any person in respect of any accumulation or deposit 
necessary for the effectual carrying on any business 
or manufacture if it be proved to the satisfaction 
of the court that the accumulation or deposit 
has not been kept longer than is necessary for 
the purpose of the business or manufacture, and 
that the best available means have been taken for 
preventing injury thereby to the public health. 

Secondly, — That where a person is summoned 
before any court in respect of a nuisance arising 
from a fireplace or furnace which does not con- 
sume the smoke arising from the combustible used 
in such fireplace or furnace, the court shall hold 
that no nuisance is created within the meaning 
of this Act, and dismiss the complaint, if it is 
satisfied that such fireplace or furnace is con- 
structed in such manner as to consume, as far 
as practicable having regard to the nature of the 
manufacture or trade, all smoke arising there- 
from, and that such fireplace or furnace has been 
carefully attended to by the person having the 
charge thereof. 
Section 92. — It shall be the duty of every Local 
Authority to cause to be made from time to time 
inspection of their district, with a view to ascertain 
what nuisances exist, calling for abatement under 
the powers of this Act, and to enforce the pro- 
visions of this Act in force within their district 
requiring fireplaces and furnaces to consume their 
own smoke. 
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Section 93. — This section empowers any person who 
is aggrieved thereby, to give information of nuis- 
ances to the Local Authority. 

Section 94. — Local Authority to serve notice requir- 
ing abatement of nuisance. 

Section 95. — On non-compliance with notice complaint 
to be made to a Justice. 

Section 96. — Power of Court of Summary Jurisdiction 
to make an order to abate the nuisance, and 
impose a penalty not exceeding five pounds. 

Section 97. — Order of prohibition in case of house 
unfit for human habitation. 

Section 98. — Penalty for contravention of order of 
court, not exceeding twenty shillings per day 
during such contrary action. 

Section 99. — Appeal against the order to the Court 
of Quarter Sessions. 

Section 100. — In certain cases an order may be ad- 
dressed to and executed by the Local Authority. 

Section 101. — Power to Local Authority to sell to 
defray expenses incurred by them with reference 
to such nuisance. 

Section 102. — Power of entry of' Local Authority at 
all reasonable hours until the nuisance is abated. 

Section 103. — Penalty for refusal to obey an order 
for admission of the Local Authority not exceed- 
ing five pounds. 

Section 104. — Costs and expenses of execution of 
provisions relating to nuisances. 

Section 105. — Power of an individual to complain to 
a Justice of a nuisance, the same as a Local 
Authority. 

Section 106. — Power of oflScer of police to proceed 
in certain cases against nuisances within the 
district of a defaulting Authority. 

Section 107. — Local Authority may take proceedings 
in Superior Court for abatement of nuisances. 
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Section 108. — Power of Local Authority to proceed 
where cause of nuisance arises without their 
district. 

Section 334. — Nothing in this Act shall be construed 
to extend to mines of different descriptions so 
as to interfere with or to obstruct the efficient 
working of the same, nor to the smelting of ores 
and minerals, nor to the calcining, puddling, and 
rolling of iron and other metals, nor to the con- 
version of pig iron into wrought iron so as to 
obstruct or interfere with any of such processes 
respectively. 



Suggested Aviendment of the Public Health Act, 1875. 

Section 91, Sub-section 7, demands that every fireplace, 
furnace, and chimney (except the chimney of a private 
dwelling-house) shall be constructed in such manner as 
to consume as far as practicable the combustible used 
therein, having reasonable regard to the nature of the 
manufacture or trade. This is a very comprehensive 
clause, including every kind of boiler, metallurgical fur- 
nace, and fireplace, except the one named. 

They must be constructed on the most modern prin- 
ciple, not simply and solely with a view to the particular 
kind of work they have to do, but with the object of 
producing complete combustion and preventing smoke, 
which must be considered first. Efficient construction is 
not all. The Act requires that they must be carefully 
attended to by the person in. charge. This, too, is a very 
important clause, for unless there is careful firing and 
attention in the working of the furnaces, unnecessary 
smoke will be made even with an efficiently constructed 
furnace. 

Any chimney sending forth black smoke in such 
quantity as to be a nuisance is, according to the Act, to 
be deemed a nuisance, and liable to be dealt with sum- 
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marily in the manner provided. Brown or any other 
kind of smoke, except black smoke, is outside the pro- 
visions of the Act, and is not a nuisance within the 
meaning of the Act. Not only must the smoke be black 
smoke to be a nuisance, but it must be emitted in a 
certain quantity. The Act provides for the emission of 
a certain quantity of black smoke which is not a nuisance. 
This permissible amount is the amount " necessary " in a 
given trade or process. 

If it is positively proved to be absolutely necessary to 
emit, say for five, ten, or even fifteen minutes in the 
hour, black smoke for a particular process, then it is no 
nuisance, it being impracticable to prevent it, but any 
continuance beyond the time specified constitutes the 
emission a nuisance liable to be dealt with summarily. 

This is a very practical piece of legislation, but, 
like many other Acts of Parliament, it is not quite 
perfect. 

The following amendment is suggested : — " Any fire- 
place or furnace which does not, as far as practicable, 
consume the smoke arising from the combustible used 
therein, and which is used for working engines by steam, 
or in any mill, factory, dyehouse, brewery, bakehouse, or 
gaswork, or in any manufacturing or trade process what- 
soever, and any chimney sending forth smoke in s^cch qvuntity 
as to he a nuisance shall be deemed to he nuisances liable to be 
dealt vnth summarily in manner provided by this Act. 

" Provided : Secondly^ That where a person is sum- 
moned before any court in respect of a nuisance arising 
from a fireplace or furnace which does not consume the 
smoke arising from the combustible used in such fire- 
place or furnace, the court shall hold that no nuisance is 
created within the meaning of this Act, and dismiss the 
complaint, if it is satisfied that such fireplace or furnace 
is constructed in such manner as to consume, a& far as 
practicable, having regard to the nature of the manu- 
facture or trade, all smoke arising therefrom, and that 
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such fireplace or furnace has been carefully attended to 
by the person having the charge thereof." 

The deletion of the words " not being the chimney of 
a private dwelling-house " would be no injustice either to 
the owner or the occupier of a house used as a private 
dwelling. There is no reason why such a chimney should 
be allowed to make a lot of unnecessary smoke, and it 
would be only fair and just to class them with other 
chimneys. It would be desirable to compel the owners 
to put in modern smoke-preventing stoves, which have 
been proved to be almost smokeless, in the place of the 
present antiquated stoves, which are far too general in 
use and are great smoke makers, and to make the occu- 
pier responsible for the careless use of the improved 
stoves, just as he now is responsible for the firing of his 
chimneys. 

The deletion of the word ''black" would meet with 
universal approval, not only from the administrators, 
but from every one desirous of improving public health. 
Black smoke is not the only kind of smoke which is a 
nuisance. 

Dense brown and other coloured smoke is equally a 
nuisance, and practically preventable. 

The inclusion of all kinds of smoke would remove a 
very strong temptation which now confronts the inspector, 
viz., to report preventable thick brown smoke and swear 
it was black. It would also remove many difficulties and 
doubts in the minds of magistrates respecting the colour 
of the smoke, making it much more easy for them to 
decide, on the evidence as to quantity, whether the smoke 
complained of was necessary. Finally, the striking out 
of the word' black would bring within the section all 
practically preventable smoke, irrespective of colour, 
density, or opacity, sent forth in such quantity as to be 
a nuisance, while it would not in the slightest degree 
hinder or interfere with trade, as some persons have 
urged. There would be no cause for complaint on the 
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part of the smoke maker, but only cause for congratula- 
tion, as he would thus be compelled to save his fuel by 
stopping the emission of all unnecessary smoke. A most 
salutary step which would at once put an end to the 
pouring out of dense volumes of smoke would have been 
taken. 

Section 92 says : " It is the duty of every Local Autho- 
rity to inspect and find out if there are any smoke nuis- 
ances, and, if there are, to enforce the provisions of the 
Act for the prevention of the same." 

There is no necessity for any amendment of this 
section, but it is highly necessary to put such pressure 
upon defaulting authorities as would compel them to 
discharge their duty, which has been neglected, to the 
detriment of public health, far too long. 

Section 93. — There are many persons who have never 
heard of this section. Probably in many cases the 
Authority is more to blame, for not having given effect 
to the Act generally, than the aggrieved public. The 
section gives power to any aggrieved person to give 
information of the nuisance and demand from the 
Authority an abatement. By this means the public 
can compel action being taken by an Authority if the 
latter shows that it has no desire for smoke abatement. 

Section 96. — This section gives the court power to 
make an order forthwith for the aV^^ment of a nuisance, 
and to impose a penalty not exceeding five pounds. 

The penalty might be increased to at least ten 
pounds, and imposed in order to prove a deterrent to 
a recurrence of the offence. The Bench have often 
remarked that a penalty of five pounds is a very trifling 
amount for a wealthy firm to pay, yet instead of impos- 
ing it, which might have induced the defendants to 
take the necessary steps to prevent a recurrence of the 
nuisance in the future, an order only has been made, 
and costs amounting to eight and sixpence charged. 

Section 98. — For disobedience to a magistrate's order, 
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the court can impose a penalty not exceeding ten 
shillings per day during default, and not exceeding 
twenty shillings per day for wilfully acting contrary to 
the order. 

For lack of due diligence the penalty ought to be 
at least sixty shillings per day, while for wilfully con- 
travening the order not less than five pounds per day 
during default could, with advantage, be imposed. 

Section 105, which empowers any person who is 
aggrieved by a nuisance, or any inhabitant within the 
district of the nuisance to prosecute, to obtain an abate- 
ment order and penalty, has proved a very salutary 
section, and has been constantly called into operation 
in districts where the Local Authority has refused to 
do anything toward abatement. 

In Sections 100 and 101, power is given to Local 
Authorities (where the owner or occupier of the premises 
on which a nuisance exists is not known, or cannot be 
found) to abate the nuisance, and to seize and to sell 
articles to defray the expenses incurred thereby. 

If Local Authorities will not proceed against nuisances, 
and the inhabitants are therefore compelled to do so, 
Section 105 ought to give additional power to enable 
them to procure, from the Local Authority, all costs 
incurred in obtaining an abatement of nuisances. This 
is only reasonable, and if the Local Authority objected 
to paying others for doing their work, they would have 
the alternative of doing it themselves. Such additional 
power might arouse Local Authorities to a sense of their 
duty, but if it failed in this, it would do justice to those 
who were determined to undertake the diflScult and dis- 
tasteful task. 

Section 108. — The power given by this section ought 
more frequently to be used. It enables a Local Authority 
to proceed against an adjoining Authority for a nuisance 
in their district, though the nuisance is created within 
the district of the adjoining Authority. It is no unusual 
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thing for two chimneys to be within fifty yards of each 
other, and yet within different districts. Action taken 
by one district against another would very quickly cause 
Authorities to take steps to abate their own nuisances. 

Section 334 is called the saving clause for mines, &c. 
The common and general claim is that the following 
industries are exempt from the provisions of this Act : 
Mines of different descriptions (including their steam 
boilers) ; the smelting of ores and minerals ; the calcining, 
puddling, and rolling of iron and other metals ; and the 
conversion of pig iron into wrought iron. This claim 
has for many years been so constantly put forward that 
it is considered by many to be a valid one, and that this 
section places outside the Act the special processes^ 
mentioned, and everything in connection therewith. 

A careful perusal of the section proves that it does 
nothing of the kind. The intention of the section is 
to point out the difficulty of preventing smoke from the 
furnaces used in the processes named, and to provide 
that nothing be done to interfere or obstruct the efficient 
working of the furnaces. It is only the amount of neces- 
sary smoke, whether little or much, in the said processes 
that is exempt, and the emission of which does not con- 
stitute an offence within the meaning of the section. 
All smoke made by the processes named, in excess of 
what is absolutely necessary, is a nuisance for which 
proceedings can be taken in the ordinary way, with every 
prospect of a conviction. 

The section is in harmony with Section 91, which 
demands thai everything he done, as far as jpracticahle, to 
^prevent nuisances. 

In Sheffield a number of proceedings have been taken 
against chimneys which serve three and more boilers, also 
two and more furnaces, the furnaces being used for an- 
nealing, forging, and rolling. The evidence of the Cor- 
poration has proved that for two years the chimneys have 
rarely exceeded the limits allowed, which are reasonable 
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for the eflScient working of the boilers and furnaces, and 
have urged that the excessive emissions of smoke com- 
plained of was unnecessary. The defendants always 
claimed exemption under Section 334, but the magistrates, 
who have had a practical knowledge of the processes, 
have convicted. The decisions have been appealed against 
at the Quarter Sessions, the appellants* counsel arguing 
that furnace smoke was not a nuisance within the 
meaning of the section, and therefore exempt, but the 
court has in every case (after very lengthy hearings, 
occupying days) dismissed the appeals with costs, with 
one exception. 
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CHAPTER III 

LOCAL LEOISLATION AGAINST THE SMOKE 
NUISANCE 

Bolton Corporation Act, 1872 — Edinburgh Mnnicipal and Police Act, 1879 
— Edinbargh Improvement and Tramways Act, 1896 — Glasgow Police 
(Further Powers) Act, 1892 — Manchester Corporation Act, 1882 — Leeds 
Improvement Act, 1866 — Public Health Act (London), 1891 — Salford 
Improvement Act, 1862 — Sheflfield Corporation Act, 1900. 

Many towns and cities have made provision in their own 
bye-laws, and local acts, for the abatement of the smoke 
nuisance. The measures taken with this object, by several 
of the more important municipalities, are appended, in 
alphabetical order, in the following pages : — 

Bolton Oorporation Act, 1872. — Local Government Board's 
Provisional Orders Confirmaiion (No, 15) Act, 1893. Section 
2, Subsection i. — (a) If any fireplace or furnace for the 
time being employed within the borough in the working 
of engines by steam (not being a locomotive engine used 
on the railway of any company incorporated by Act of 
Parliament) or used for the purposes of trade or manu- 
facture, or baths or wash-houses (although a steam engine 
is not used or employed therein), is not so constructed as 
to consume or burn the smoke arising from such a fire- 
place or furnace, the owner or occupier of the building or 
land in or on which such fireplace or furnace is situate, 
shall be liable to a penalty not exceeding ten pounds. 

(b) If any such owner or occupier uses any such fire- 
place or furnace not so constructed as aforesaid, or if any 
such owner or occupier, or any engineer, fireman, stoker, 
foreman, or other person employed by such owner or 
occupier, negligently uses any fireplace or furnace so 
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constructed as aforesaid in such manner that the smoke 
arising therefrom is not effectively consumed or burnt, he 
shall be liable to a penalty not exceeding ten pounds, 
and to a further penalty not exceediiig forty shillings for 
every day during any part of which such fireplace or 
furnace is so continued to be used after one month's 
notice in writing given by the corporation to the owner 
or occupier to remedy or discontinue the same. 

(c) If any such owner or occupier refuses to allow such 
building or land to be inspected by a person authorised 
by the corporation, then any person so authorised may 
by warrant under the hand of a Justice (which warrant 
any Justice is hereby authorised to grant) enter into and 
upon such building or land, and examine any such fire- 
place or furnace. 

Provided that these provisions shall not be held in all 
cases to mean that it shall be necessary to consume or 
burn all the smoke, but the court hearing an information 
of complaint against a person, shall dismiss the informa- 
tion or complaint if of opinion that such person has so 
constructed his fireplace or furnace, or fireplaces or furnaces, 
as to consume or bum, as far as practicable, all the smoke 
arising from such fireplace or furnace, or fireplaces or 
furnaces, and has carefully attended to the same, and 
consumed or burned, as far as possible, the smoke arising 
from such fireplace or furnace, or fireplaces or furnaces. 

Sub-section 2. — (a) If from any chimney, not being the 
chimney of a private dwelling-house, black smoke is 
emitted either in such quantity as to be a nuisance, or 
where the best practicable means for preventing such 
emission are not in use, the corporation may on complaint 
by any person aggrieved, or by two inhabitant house- 
holders of the borough, cause notice to be given to 
the owner or occupier of the land on which such chimney 
is situate, or to the owner or occupier of the furnace or 
fireplace in connection with which such chimney is used, 
to discontinue such emission, and if after such notice the 
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emission is repeated, such owner or occupier shall for 
each such offence be liable to a penalty not exceeding 
five pounds, and on each subsequent conviction to a 
penalty not exceeding twenty pounds. 

(ft) Where more fireplaces or furnaces than one com- 
municate with a single chimney, or a chimney is used 
with more fireplaces or furnaces than one, the names of 
the several owners or occupiers of the buildings or land 
on which such fireplaces, or furnaces, or chinmey, are 
situate, may be included in one summons, and the Justice 
or Justices, before whom the case is brought, may in his 
or their discretion apportion the penalty between the 
several owners or occupiers, as the case may be, or impose 
a penalty on one, or more, of such owners, or occupiers, 
to the exclusion of the others. 

The Edinburgh Municipal and Police Act, 1879. — 
Section 295.— Every furnace employed or to be employed 
in the working of engines by steam, or in any mill, factory, 
dyehouse, iron foundry, glasshouse, distillery, brewery, 
gaswork, or other building used for the purpose of trade 
or manufacture, shall be constructed so as, so far as 
practicable, to consume or burn the smoke arising from 
such furnace, and every person who shall use any furnace 
which shall not, so far as practicable, be so constructed 
and used as that the smoke arising therefrom shall, so 
far as practicable, be effectively consumed or burned, or 
shall carry on any trade or business which shall emit any 
efiluvium offensive or injurious to the health of the in- 
habitants in the neighbourhood of the premises in which 
such trade or business is carried on, shall be liable to a 
penalty not exceeding five pounds, for, and in respect of, 
every day, or part of a day during any portion of which 
such use of such furnace or such emission shall be con- 
tinued after one month's notice shall have been given by 
the Magistrates and Council to remedy or discontinue the 
same. 

Sub-section 3, Section 87, of the Edinburgh Improvement 
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and Tramways Act, 1896. — "Section 295 of the Act of 
1879 shall be read as if the following proviso were added 
at the end thereof: Provided always that where the emis- 
sion of black or brown smoke from any furnace or fire is 
caused by excessive, careless, or inefficient firing, or by 
the mismanagement of any furnace or fire, the liability 
for the said penalty shall be incurred on conviction with- 
out service of any notice or requirement for its discon- 
tinuance or remedy being necessary." 

Section 650/ the Edinburgh Improvement and Tramways 
Act, 1896. — '* Every new and every existing chimney- 
stalk or flue connected with the furnace of a steam boiler 
or other furnace for commercial or manufacturing or 
other purposes shall be built of sufficient height, to 
carry off the smoke and other products of combustion 
without offence to the occupiers of neighbouring Jiouses 
or buildings, and the Dean of Guild Court may on the 
application of the Master of Works or any person in- 
terested, after giving parties an opportunity of being heard, 
issue an order, requiring the owner of any such chimney- 
stalk or flue (new or existing) to raise the same up to a 
height sufficient in the opinion of the said court to carry 
off the smoke and other products of combustion as aforesaid, 
and such owner shall on failure to comply with such order 
be liable in a penalty as hereinafter in this Act provided/' 

Glasgow Police (Further Powers) Act, 1892. — Sec- 
tion 31. — " Every person who so uses, causes, permits or 
suffers to be used, any furnace or fire within the city 
(except a household fire) so that smoke issues therefrom, 
unless he proves that he has used the best practical means 
for preventing smoke, and has carefully attended to and 
managed such furnace or fire so as to prevent as far as 
possible smoke issuing therefrom, shall be liable for the 
first offence to a penalty not exceeding forty shillings, and 
for a second or any subsequent offence, if committed 
within twelve months of the immediately previous con- 
viction, to a penalty not exceeding five pounds." 
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Manchester Corporation Act, 1882. — Section 44. — 
*' For the purpose of more effectively carrying into effect 
the provisions of the Public Health Act of 1875, in re- 
spect to smoke nuisance, when an order of abatement or 
prohibition has been made under this Act, it shall be 
lawful for the Justices of the Peace for the city to impose 
any daily penalty not exceeding ten pounds in respect of 
any breach or non-observance of such order." 

The Leeds Improvement Act, 1866 (29 & 30 Vict.)- — 
Section 70. — This section states that every furnace must 
be constructed or altered so as to consume or burn its 
smoke as far as practicable without injury to the material 
worked therein, and used for the generation of steam. 

For contravention of this section a penalty of five 
pounds may be imposed, but not less than two pounds ; 
for the second offence ten pounds, and for every subsequent 
conviction twenty pounds. 

For disobeying an order to reconstruct furnace, chim- 
ney, &c., the penalty must not exceed ten shillings per 
day during default. 

For refusal of entry to the official of the Local 
Authority to inspect nuisance, &c., a penalty not exceed- 
ing twenty pounds can be imposed. 

Power to appoint a fit person to be an Inspector of 
Smoke Nuisances, also power to the inspector to prose- 
cute without any authority from a committee or the 
council of the borough, and the expenses incurred by the 
inspector to be paid by the corporation out of the im- 
provement rates. 

It also gives power to any person to prosecute at his 
own risk, providing such person is an inhabitant of the 
borough. 

Section 59. — **The corporation from time to time may 
regulate the height of the chimneys of all buildings, or at 
any time after the passing of this Act, used for the pur- 
pose of trade or manufacture, or for baths and wash- 
houses, and may by order in writing, direct that any 
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chiraney shall be altered or built, so that the same shall 
be of the height specified in such order, and any person 
who shall not comply with such order, or who in the case 
of any new chimney shall neglect to give seven days' 
notice in writing to the corporation, or their surveyor, of 
his intention to build the same, shall for every such 
offence forfeit not exceeding twenty pounds/' 

Public Health (London) Act, 1S91.— Section 23. — (i) 
Every furnace employed in the working of engines by 
steam, and every furnace employed in any public bath or 
washhouse, or in any mill, factory, printing-house, dye- 
house, ironfoundry, glasshouse, distillery, brewhouse, 
sugar refinery, bakehouse, gasworks, waterworks, or other 
buildings used for the purpose of trade or manufacture 
(although a steam engine be not used or employed 
therein), shall be constructed so as to consume or burn 
the smoke arising from such furnace. 

(2) If any person being the owner or occupier of the 
premises, or being a foreman or other person employed 
by such owner or occupier — 

(a) uses any such furnace which is not constructed 
so as to consume or burn the smoke arising 
therefrom; or 
(h) so negligently uses any such furnace so that the 
smoke arising therefrom is not effectually 
consumed or burnt ; or 
(c) carries on any trade or business which occasions 
any noxious or offensive effluvia, or otherwise 
annoys the neighbourhood or inhabitants, with- 
out using the best practicable means for pre- 
venting or counteracting such effluvia, or other 
annoyance; such person shall be liable to a 
fine not exceeding five pounds, and on a second 
conviction to a fine of ten pounds, and on each 
subsequent conviction to a fine double the 
amount of the fine imposed on the last preced- 
ing conviction. 

D 
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(3) Every steam engine and furnace used in the 
working of any steam vessel on the River Thames, either 
above London Bridge, or plying to and fro between 
London Bridge and any place on the River Thames west- 
ward of the Nore light, shall be constructed so as to 
consume or bum the smoke arising from such engine and 
furnace ; and if any such steam engine or furnace is not 
so constructed, or being so constructed is wilfully or 
negligently used so that the smoke arising therefrom is 
not effectually consumed or burnt, the owner or master 
of such vessel shall be liable to a fine not exceeding five 
pounds, and on a second conviction to a fine of ten 
pounds, and on every subsequent conviction to a fine of 
double the amount of the fine imposed on the last 
preceding conviction. 

(4) Provided that in this section the words, " consume 
or burn the smoke," shall not be held in all cases to 
mean " consume or burn all the smoke," and the court 
hearing an information against a person may remit the 
fine if of opinion that such person has so constructed his 
furnace as to consume or burn, as far as possible, all the 
smoke arising from such furnace, and has carefully 
attended to the same, and consumed or burned, as far as 
possible, the smoke arising from such furnace. 

(5) It shall be the duty of every Sanitary Authority to 
enforce the provisions of this section, and an information 
shall not be laid for the recovery of any fine under this 
section except under the direction of a Sanitary Authority. 

(6) The provisions of this Act with respect to the 
admission of the Sanitary Authority into any premises for 
any purposes in relation to nuisances, and with respect 
to the giving of information of a nuisance, shall apply in 
like manner as if they were herein re-enacted, and in 
terms made applicable to this section. 

(7) This section shall extend to the port of London, 
and as respects the port shall be enforced by the port 
Sanitary Authority. 
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(8) Nothing in this section shall alter or repeal any of 
the provisions of the City of London Sewers Act, 1 8 5 1 , 
or of the Whitechapel Improvement Act, 1853. 

Section 24. — {a) Any fireplace or furnace which does 
not, as far as practicable, consume the smoke arising from 
the combustible used therein, and which is used for 
working engines by steam, or in any mill, factory, dye- 
house, brewery, bakehouse, or gaswork, or in any manu- 
facturing or trade process whatsoever ; and 

(ft) Any chimney (not being the chimney of a 
private dwelling-house) sending forth black smoke in 
such quantity as to be a nuisance ; 

shall be nuisances liable to be dealt with summarily 
under this Act, and the provisions of this Act 
relating to those nuisances shall apply accord- 
mgly: 

Provided that the court, hearing a complaint against 
a person in respect of a nuisance arising from a fireplace 
or furnace which does not consume the smoke arising 
from the combustible used in such fireplace or furnace, 
shall hold that no nuisance is created, and dismiss the 
complaint, if satisfied that such fireplace or furnace is 
constructed in such manner as to consume, as far as 
practicable, having regard to the nature of the manu- 
facture or trade, all smoke arising therefrom, and that 
such fireplace or furnace has been carefully attended to 
by the person having the charge thereof. 

Salford Improvement Act, 1862. — This Act gives the 
corporation power to compel owners of fireplaces and 
furnaces to so construct them that the smoke arising 
therefrom shall be effectively consumed or burnt. 

If the owners refuse to so construct they are liable 
to a penalty not exceeding five pounds, but if the said 
fireplaces and furnaces are properly constructed and negli- 
gently used so as not to consume the combustibles used 
therein, they are liable to a penalty not exceeding ten 
pounds, and to a further penalty of forty shillings for 
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every day during any part of which such fireplace or 
furnace shall be so used after one month's notice in 
writing. 

It also empowers the corporation to proceed against 
the fireman for excessive smoke if the owner has pro- 
vided sufficient boiler accommodation. 

Sheffield Corporation Act, 1900 {Section 105). — Where a 
person is convicted in respect of non-compliance with an 
order made under Section 96 of the Public Health Act, 
1875, to abate a smoke nuisance within the meaning of 
Section 9 1 of the said Act, the court may, if they see fit, 
impose a daily penalty not exceeding five pounds during 
default: Provided that this section shall only apply to 
orders made in proceedings taken by the direction of the 
corporation, and shall have no application to reheating, 
annealing, hardening, forge, converting, and carburising 
furnaces. 
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CHAPTER IV 

FOREION LAWS IN SEOASD TO SMOKE 
ABATEMENT 

Austria — Bavaria — Belgium — France — Germany — Hungary — Italy - 
Netherlands — Saxe-Coburg and Gotha — Saxony — Switzerland - 
United States — Wurtemberg. 



{Extracts from the Parliamentary Paper ^ February 1905.) 



Gircvlar addressed to His Mnjesty^s Representatives at Pa7*is, 
Berlin^ Vienna, Buda-Pesth, Rome, Brussels, The Hagvs, 
Berne, Washington, Munich, and Cohurg, 

" Foreign Office, May 16, 1904. 

"Sib, — I request that you will furnish me with a 
Report respecting the laws in force in for 

the regulation, restriction, or prevention of the emission 
of smoke from factories and other business premises, and 
from private dwelling-houses, with such extracts from 
those laws as may be needed to explain their operation. 
The Report should, however, be complete in itself. — 
I am, &c., (Signed) Lansdowne." 

AUSTRIA. 

Many complaints have recently been made in Austria 
with regard to the emission of thick black smoke from 
factories and furnaces in various parts of the country. 
This has been especially the case in industrial centres, 
where there is a great consumption of coal and other 
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kinds of fuel, and in the various health resorts and 
watering-places, where it is of especial importance that 
the air should be kept pure and uncontaminated by 
smoke. This problem also presents itself in the case of 
railways, where the interests of the travellers and those 
of the residents in the neighbourhood of stations come 
into consideration. That no legislative measure exists at 
present to obviate this nuisance may be attributed to the 
following causes : — 

In the first place it must be emphasised that the 
compulsory introduction of technical measures to pro- 
cure smokeless or almost smokeless fires would only be 
practicable if thoroughly adequate appliances existed to 
ensure the desired result. In this connection experience 
shows that no system hitherto recommended and applied 
is exempt from serious disadvantages. The best laid 
furnace requires constant supervision and attention, nor 
will it burn properly unless carefully tended. There is a 
well-known saying to the effect that a good stoker is 
the best consumer of smoke. 

It must also be taken into consideration that manufac- 
turers oppose a justifiable resistance to the introduction 
of more or less expensive apparatus for the prevention of 
smoke, on the ground that the saving of fuel alleged by 
the inventors to be effected does not in reality take place. 

In spite of these various diflSculties the problem of 
finding the best means of combating the smoke nuisance 
has never been lost sight of in Austria, and it is at the 
present moment forming the subject of negotiations 
between the competent Government Departments. The 
Minister of Railways has also taken steps to deal with 
the question by encouraging the introduction of appli- 
ances for consuming smoke in the case of locomotives 
both on the State and on private railways, and he has 
had the appliances recommended for this purpose sub- 
jected to exhaustive tests. The result of the latter has 
been to show that there is no immediate prospect of a 
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satisfactory solution of the problem, and that farther 
experiments will be necessary. As regards smoke coming 
from factories and other great furnace centres, and the 
emission of poisonous gases (^uch as sulphuric acid and 
carbonic acid gas) which are injurious to forests and 
vegetation, the sanitary laws contain general provisions 
which enable the administrative authorities to issue 
Regulations calculated to mitigate the evils arising from 
the emission of excessive quantities of smoke. 

By paragraph i of the Law of the 30th April 1870, for 
the organisation of the public sanitary service, the super- 
vision and direction of all sanitary measures are en- 
trusted to the administrative authorities. 

Paragraph 25 of the Law of the 15 th March 1883, 
supplementing the Statutory Law for Trades, runs as 
follows : — 

" Sanction for the establishment of factories is neces- 
sary in the case of industries where furnaces, engines, or 
other motive powers are employed, or which are calcu- 
lated to endanger or harm the surrounding neighbour- 
hood by the emission of an injurious quality of smoke or 
by excessive noise. 

'* Such factories may not be erected until the neces- 
sary permission has been accorded." 

Paragraph 26 of the same Law provides as follows: — 

"In the case of all factories belonging to the above- 
mentioned category it is the duty of the administrative 
authorities to examine the harmful conditions under con- 
sideration and to prescribe the necessary measures to be 
observed in the erection of the building, and to take 
especial precautions that churches, schools, hospitals, and 
other public buildings are not damaged in any way by 
the erection of these establishments." 

It may be added that the provisions of these laws are 
strictly enforced by the administrative authorities, with 
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the object of diminishing as far as possible the evil 
arising from the emission of thick black smoke from 
factories, chimneys, furnaces, and other establishments 
of a similar character. 



BAVARIA. 

There are no laws in force in Bavaria which have been 
framed with the specific object of regulating, restricting, 
or preventing the emission of smoke from factories and 
other business premises, or from private dwelling-houses, 
but there are provisions both in the Imperial and 
Bavarian Laws which affect the question. 

Thus smoke and soot are mentioned by the Imperial 
Civil Code among the nuisances which may be made the 
subject of legal action if material injury is done to the 
complainant's property; and further protection is given 
against this and other nuisances by a provision of the 
Imperial Law which requires oflScial authorisation for the 
establishment of any business premises likely to consti- 
tute a danger or a nuisance to neighbouring property. 

Local legislation has done something more to mitigate 
the evils of smoke, by means of Police Regulations, which 
have been issued in Munich and other cities. Under 
these regulations the police have considerable control 
over the construction of chimneys, and can enforce such 
alterations as they consider necessary to prevent annoy- 
ance to neighbours. 

The General Building Law of 1901 for Bavaria, ex- 
clusive of Munich, and similar Regulations made for 
Munich itself, also lay down Regulations for the con- 
struction of chimneys so as to avoid danger from fire 
or serious nuisance to the neighbourhood; while a Law 
of the 28th June 1892, on the use of steam boilers, pro- 
vides that in heating such boilers the smoke must be 
consumed as far as possible. 

The last Law affecting the question was one of the 
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26th March 1903, on the duties of chimney sweeps; the 
Ministerial Ordinance which followed it laid down that 
the chimney sweep must personally satisfy himself of the 
good and proper condition of the flue before and again 
after sweeping, and that upon his report the police 
authorities should take such action as might J^e neces- 
sary. A chimney sweep is prohibited from practising 
any other trade in addition. Annexed will be found 
extracts of the principal laws and regulations : — 

" ImpeiHal German Civil Code, 

" Paragraph 906. — The owner of a property has no right to 
object to the escape of gas, steam, or odours ; to smoke, soot, 
heat, noise, shocks, or other nuisances from another property, 
unless such nuisance do materially injure his property. 

" Paragraph 907. — The owner of a property can object to the 
erection or maintenance of any plant on a neighbouring property 
which can be foreseen with certainty to constitute a nuisance 
detrimental to the enjoyment of his property . . ." 

^^ Imperial Penal Code of the lyth May 187 1. 

" Paragraph 366 (c. 10). — Any person contravening the Police 
Regulations in force for the safety, convenience, cleanliness, and 
quiet of the public on public highways, streets, squares, or 
canals, is punishable by fine not exceeding 60 marks (;^3), or by 
imprisonment not exceeding fourteen days." 

^^ Police Penal Code of the 26th December* 1871. 

** Article 94. — Any person contravening the local Police 
Regulations, over and above the provisions of paragraph 366 
{c. 10) of the Imperial Penal Code dealing with public cleanliness 
in towns, markets, villages, and other places, shall be punishable 
by fine not exceeding 60 marks (;^3), or by imprisonment not 
exceeding fourteen days." 

" Regulations issued by the Munich Police Authorities concerning 
the Abatement of Smoke and Obnoxious Gases, September 11, 
1891. 

"The Magistrate of Munich has issued the following local 
Police Regulations, based on paragraph 366 {c. 10) of the 
Imperial German Penal Code, and on Article 94. of the Police 
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Code; these Regulations came into force on the 31st August 
1891 :— 

" Paragraph i. — Flues and chimneys, which are erected in the 
proximity of inhabited quarters of a town, near public roads, 
streets, or squares, whether used for industrial or other pur- 
poses, must be so constructed, and such regard paid to the 
quality of fuel consumed, and care taken in heating, that the 
emission of smoke may be avoided as far as possible. 

" Steam tramways and locomotives are also subject to the 
above Regulations. 

" Paragraph 2. — Business premises, in which noxious gases 
are generated, must be provided with flues capable of rendering 
the gases harmless, and of obviating any danger to health or 
nuisance owing to the escape of gas. 

** Paragraph 3. — The police authorities, in concurrence with 
experts, have power to require the owners of such flues and 
chimneys, as mentioned in paragraphs i and 2, to make such 
alterations in, and additions to, the construction as is deemed 
necessary to prevent annoyance from smoke ; the said owners 
are bound to have the alterations carried out within the period 
prescribed by the police. 

" Paragraph 4. — Wherever a technical examination of a flue 
or chimney shall be required before alterations can be made, the 
cost shall be defrayed by the owner thereof. 

" Paragraph 5. — Flues and chimneys which do not comply with 
the requirements laid down in Paragraphs i and 2 must be 
altered not later than by the i st October 1 893, so as to satisfy 
those requirements. 

" Paragraph 6. — Contraventions of the law by the owners or 
persons employed in heating are punishable by a fine not ex- 
ceeding 60 marks (;£^3), or imprisonment not exceeding fourteen 
days. 

" In case the removal of a defective flue has been ordered, or 
an addition has to be made, no punishment can be inflicted until 
the expiration of the period within which the work had to be 
executed. 

" Paragraph 7. — The above Regulations come into force on 
the day following their publication." 

" I. General Building Law for Bavaria, exclusive of Munich, 
i*jth February 1901. 

" Paragraph 17. — (i) Chimneys must be constructed of bricks, 
to project at least .80 metres (31.49 inches) above the roof, but 
the exact distance of the projection above the roof is to be de- 
termined by the police authorities with a view to the prevention 
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of fire and of danger to health, and to avoiding serious nuisance 
to the neighbourhood. They must be capable of being cleaned 
throughout inside and out, and must be fire-proof. They may 
not be placed one above the other horizontally. 

" (2) Wood may not be used in the construction of the 
chimney walls, nor may they be lined with wood. No iron or 
stone supports of the chimneys shall rest on the naked rafters. 

" (3) Detached chimneys for manufactories and other indus- 
trial establishments may be constructed of iron if the authorisa- 
tion of the police authorities be obtained. 

" (4) The requisite thickness of the chimney walls is to be 
determine*! according to their position and height, and the 
thickness and number of the connecting flues. 

" In ordinary cases the thickness should not be less than 
.12 metres (4.72 inches), and in special cases not less than 
.25 metres (9.84 inches). 

" (5) The width (inside measurement) of such chimneys as can 
be ascended must be at least .50 metres (19.68 inches) each way. 

" (6) Cowls must be constructed of non-inflammable mate- 
rial." 

" 2. Bavarian Law of ike 2Sth June 1892. 

" Paragraph i. — In heating fixed steam-boilers the smoke is to 
be consumed as far as possible. 

" Paragraph 2. — The width of the chimney is left to the con- 
tractor, but the authorities may prescribe its length. 

" Paragraph 4. — Should serious danger, prejudice, or annoyance 
be caused to the neighbours by a steam-boiler which has been 
erected, then the constructor shall be required to take steps to 
remove such danger, &c." 

BELGIUM. 

No separate law exists in Belgium having directly for 
its object the regulation, limitation, or prevention of the 
emission of smoke from factories and other business pre- 
mises or from private houses, but the laws relative to 
establishments classed as dangerous, unhealthy, or objec- 
tionable ("incommode") and to steam engines and boilers 
give power to the authorities charged with the regulation 
of these matters to attach certain conditions to the licences 
they issue, notably as regards the prevention and restric- 
tion of the emission of smoke. 
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A Royal Decree, dated the 29th January 1863, pro- 
vides that no establishment of a dangerous, unhealthy, or 
objectionable nature may be set up or transferred from 
one locality to another without permission of the ad- 
ministrative authority. These establishments are divided 
into two classes — ( i ) Authorised by the Permanent Com- 
mittee of the Provincial Council, after consultation with 
the Executive Committee of the Communal Council ; and 
(2) directly by the Executive Committee of the Com- 
munal Council, with the right of appeal to the Permanent 
Committee of the Provincial Council. In either case 
there is a right of final appeal to the Minister of 
Industry. 

The request for a licence must be sent in to the com- 
petent authority, giving all details of the proposed instal- 
lation, and the measures to be adopted with a view of 
preventing of diminishing the inconveniences attendant 
thereon, together with plans of the works and of the 
immediate surroundings within a radius of 200 yards. 
A notice of the request is then posted for fifteen days in 
the commune and in any neighbouring commune likely 
to be affected, after which a member of the Administra- 
tion concerned, or a police oflScial, collects any written 
objections which may be presented, and holds an inquiry 
de commodo et incommodo, during which any interested 
persons are heard. A report is also drawn up by the 
Government Inspector of such establishments. The de- 
cision is then given, and the grant of a licence may be 
made subject to any conditions considered necessary in 
the public interest. 

These conditions , are essentially variable, and diflfer 
according to the circumstances prevailing in each indi- 
vidual case. It is, however, generally specified that the 
chimneys must be suflSciently high to avoid all incon- 
venience to the neighbours from smoke. In some cases 
the actual height of the chimneys is prescribed {e.g. boiler 
factories 45 feet, glass factories from 90 to 120 feet); in 
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others it is fixed at from 3 to 1 5 feet higher than that 
of all chimneys within a hundred yards. Occasionally it 
is laid down that the fuel must be such as to give as little 
smoke as possible, and in the case of chalk-kilns it is 
provided that, if a new system of kiln be discovered giving 
out less noxious smoke, the manufacturer will be expected 
gradually to adapt his plant to it. 

The competent authority has the right of inspection 
and the power to withdraw the licence if the conditions 
are not observed, and may always impose fresh conditions 
if necessity should arise. If any establishment is opened 
without a licence, the Burgomaster of the commune can 
suspend its working, or, in case of need, close it. 

The penalties for the infraction of this Act are fines 
of from j^i to £4, 

The Burgomaster is entrusted with the permanent 
supervision of these establishments. Their supreme 
supervision is in the hands of an official of the Ministry 
of Industry. 

The regulation of boilers and steam engines is en- 
trusted by Royal Decree, dated the 28th May 1884, to 
the Executive Committee of the Communal Council, and 
the procedure resembles in its general lines that adopted 
in the case of dangerous, unhealthy, and objectionable 
establishments, but the zone of persons interested is re- 
duced to 50 yards, and in case of objection the matter is 
submitted to the Engineer-in-Chief of the Service of 
Steam Engines, who examines the objections in detail 
and reports to the Council. 

It is specially provided by a Ministerial Instruction 
that it is necessary to prescribe measures tending to 
render the furnaces smoke-consuming, e.g, large gratings, 
furnaces, and high chimneys in proper proportion, and 
well placed, &c. If the measures taken are not efficacious, 
other means must be employed according to circumstances, 
such as the use of furnaces with a uniform consumption 
of fuel, the direct admission of air above the grating, the 
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division of the furnace into two parts to be stoked alter- 
nately, &c. 

No law exists in Belgium for the regulation of the 
emission of smoke from private houses, but the above- 
mentioned Ordinance has been held to apply to any 
boilers or steam engines erected on private premises for 
any purpose whatever, whether commercial or not. 

The portions of the Law on dangerous, unhealthy, 
and objectionable establishments relating to the regula- 
tion of smoke are annexed. 

Article i. — The factories, workshops, and warehouses 
indicated (designated as dangerous, unhealthy, or objec- 
tionable) in the annexed list,^ may not be set up nor 
transferred from one locality to another, except by per- 
mission of the administrative authorities. 

Article 2. — Applications for authorisation are to be 
addressed to the competent Administration. 

They should indicate the character of the establish- 
ment, its object, the apparatus and processes employed, 
as well as the approximate quantity of produce to be 
manufactured or warehoused. They should further state 
the measures which it is proposed to adopt for the 
purpose of obviating or lessening the inconveniences 
which such establishment might cause to the workmen 
employed, to neighbours, and to the general public. 

Article 4. — A notice specifying the object of the 
application for authorisation is to be posted during a 
fortnight in the commune wherein the establishment is 
situate, by direction of the Burgomaster and Aldermen. 

Article 5. — On the termination of the fortnight, a 
member of the College of Burgomaster and Aldermen, 
or a police superintendent delegated for the purpose, 
is to collect written observations and to hold an inquiry 
in the commune wherein the establishment is situate, at 

1 The list has been replaced by one annexed to a Royal Decree of the 
31st May 1887 (not prmted)^ 
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which a hearing is given to all interested parties who 
may present themselves. 

Article 6. — The authorisations are to be made subject 
to such reserves and conditions as public safety, health, 
and convenience, and the interest of the workmen 
employed in the establishment may dictate. The 
authorisations are to determine the period within which 
the establishment may commence work. 

Authorisations for establishments of the first class 
may not be granted for a period exceeding thirty years. 
They may be renewed, if expedient, at the termination 
of that period. 

Article 7. — Decisions granting or refusing authorisa- 
tion are to be immediately posted by the communal 
authorities in the commune interested. 

Article 1 2. — In case of infringement of the terms of 
Articles i, 9, 10, and 11, the Burgomaster^ may suspend 
provisionally the working of the establishment, and, if 
necessary, may close it and seal down the apparatus. 



FRANCE. 

There is no legislative enactment in France for the 
regulation, restriction, or prevention of the emission of 
smoke from factories, business premises, or private 
dwelling-houses, but a series of Police Ordinances has 
been published in Paris. 

On the nth November 1854, an Ordinance was 
published requiring the owners of steam engines to 
consume their smoke or to use fuel which would not 
produce more smoke than coke or wood. This Ordinance, 
which applied to Paris only, was premature and too 
absolute in its provisions, and consequently fell com- 
pletely into desuetude. 

On the 19 th January 1865, ^^ Ordinance was pro- 

1 Royal Decree of the 24th December 1898. 
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mulgated ordering the owners of boiler furnaces of every 
description to consume their own smoke, a delay of six 
months being given to allow them to effect this improve- 
ment. This Ordinance, which applied to the whole of 
France, was of too sweeping a nature, and owing to the 
passive resistance of manufacturers and the deficiency 
of smoke-consuming apparatus, was as unsuccessful as 
the previous one. 

In 1894 a Commission was formed to consider some 
means of remedying the evil effects caused by the 
pollution of the air by smoke proceeding from coal burnt 
by . industrial establishments in Paris. 

The formation of a Special Technical Commission was 
decided upon in order to thoroughly examine • the 
different apparatus for the consumption of smoke. . 
After three years' investigation of the various methods 
submitted by different competitors, the Commission 
reported in October 1897 that it felt convinced that 
efficacious means existed for restricting in a large 
measure the emission of smoke from industrial establish- 
ments, and expressed the hope that an Ordinance would 
be published by the Prefecture of Police prescribing 
Regulations for this object. 

In consequence of this Report, the Prefect of Police 
published an Ordinance on the 22nd June 1898, 
prohibiting the prolonged emission of thick black 
smoke from industrial establishments. Six months were 
allowed to manufacturers to carry out the necessary 
improvements, but the Prefect of Police has refrained 
from a rigorous application of the Regulations owing to 
the impossibility of finding an absolutely perfect ap- 
paratus for consuming smoke. Choice of fuel, care in 
stoking furnaces, well-constructed chimneys may con- 
tribute largely to the restriction of smoke, but cannot 
entirely prevent its emission. After stoking furnaces 
every morning, and after each successive stoking during 
the course of the day, the Inspector allows an emission 
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of smoke three times as long as that allowed in London 
under the Law of the sth August 1891. Great diffi- 
culties were met with by the municipality in carrying 
out the Regulations owing to the bad example set by 
many public buildings, the managers refusing to comply 
with the provisions in the Decree of 1898. 

The statistics show, however, a continued increase in 
the number of manufacturers who comply with the 
Regulations. In 1899, 240 well-founded complaints 
were lodged; in 1900, 104; in 1 901, 88; and in 
1902, 84. 

No regulations have been issued with regard to the 
emission of smoke from private dwelling-houses. 

The Ordinance of the Prefect of Police of June 1898 
is annexed. 

Prefecture of Police. 

Ordinance Prohibiting the Prolonged Emission of 
Blade Smoke in Paris. 

By us, Prefect of Police, 

In view of the law of the i6th-24th August 1790 ; 

The Government Decree of the 12 th of Messidor 
of the year VIII ; 

Article 47 1, § 15 and 474 of the Penal Code ; 

In view also of the reports of the Council of Hygiene 
and Public Health of the Department of the Seine of the 
15th June 1890, and the ist of April 1898 ; 

Also the Report of the Technical Commission estab- 
lished by the Prefect of the Seine in order to carry out 
the competition between the different inventors of smoke- 
consuming apparatus, organised by the Paris Municipal 
Council on the 19th March 1894. 

In view of the observations addressed to the Paris 
Municipal Council on behalf of the Second Commission 
on the 2 1 St June 1 898 ; 

E 
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Considering that the increasing number of fires 
burning large quantities of mineral fuel has seriously 
increased the unpleasant effects of smoke in Paris ; 

That this smoke darkens the air, penetrates into the 
houses, blackens and clings to the front of houses and 
public monuments, and contaminates the atmosphere of 
the town ; 

Considering that there are various practical and 
efficacious methods in existence of attenuating, as far as 
possible, this serious inconvenience; 

That recourse may be had, either to increasing the 
height of chimneys or to the choice of proper fuel, or to 
the employment of smoke-consuming chimneys ; 

We Decree as follows : 

Article i. — After six months from the publication of 
this Order, the emission is forbidden of black, thick, and 
continuous smoke of a nature to reach the neighbouring 
dwellings or contaminate the atmosphere of the streets of 
Paris. 

Article 2. — Any failure to comply with this Order shall 
be stated in procds-verhaux or reports which shall be 
submitted to competent Tribunals. 

Article 3. — The principal Technical Inspector of 
Factories and the Inspectors under him, as well as the 
Mining Engineers charged with the supervision of steam 
engines, and the agents under their direction, are directed 
to ensure the execution of this Order, which shall be 
printed, published, and posted up. 

GERMANY. 

There are no actual laws in force in Germany for 
the restriction of the emission of smoke from business 
premises and private dwelling-houses. For the erection 
of any new building in a town the permission of the local 
police authorities must be obtained, and special sanction 
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is required for the erection of premises which, by their 
position or their nature, might cause considerable danger 
or annoyance to the owners or inhabitants of neighbour- 
ing property or to the public generally. Should it be 
shown that any such '' prejudice, danger, or annoyance " 
would be caused, permission for the erection of the 
premises may be withheld altogether or given with the 
necessary preventive conditions attached to it, the reasons 
being assigned in each case. Special sanction is also re- 
quired for any important alterations in premises, the 
original erection of which had been permitted. Under 
these regulations due consideration is given to the ques- 
tion of the emission of smoke. 

Although no actual laws are in force, great attention 
has in recent years been paid to this question by the 
Prussian Department of Trade and Industry, and a Com- 
mission was appointed a few years ago to examine into 
and report upon the means generally adopted for the 
consumption of smoke. The Commission having re- 
ported, the Department sent circular instructions to the 
various Local Authorities requesting them to see that 
measures were taken in all works belonging to the State 
with a view to restricting excessive emissions of smoke. 
They, at the same time, embodied the principles by which 
the Authorities were to be guided in a document of which 
a translation is annexed. In the instructions it was 
stated that " it is not for the present proposed to issue 
Police Regulations against the emission of smoke, as it is 
hoped that manufacturers will, on their part, pay greater 
attention to the question. Whereas, however, the State 
authorities have given evidence of their earnest desire to 
show the way in their works, manufacturers must not 
expect that excessive emissions of smoke will in future 
be regarded with leniency, especially in view of the fact 
that it may be assumed with certainty, from the Report 
of the Commission appointed to test and examine ap- 
pliances for the consumption of smoke, that in using 
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proper restrictive apparatuses owners of furnaces do not 
suffer any considerable pecuniary loss." 

From the enclosed Regulations it will be seen that 
the emission of black, thick, and continuous smoke is, in 
State premises, first of all to be avoided as far as possible 
by expert management of the furnaces, proper supervision 
over the firemen, and careful selection of fuel. Reports 
on various points are asked for, and an expression of 
opinion as to what, if any, special measures should be 
introduced for the restriction of smoke in the case of 
premises where expert management of the furnaces, selec- 
tion of fuel, &c., have failed to produce the desired effect. 
These reports are now coming in, and I have been in- 
formed at the Department of Trade and Industry that, 
as far as they go at present, they are all opposed to the 
introduction of any special police regulations. 

One of the main objections seems to be the difliculty 
of deciding as to what constitutes " black, thick, or con- 
tinuous smoke," and the experiments that have been 
made in taking observations of smoke emissions from 
various points and in various conditions of the atmos- 
phere have shown that it is exceedingly difficult, even 
for experts, to agree. It would be almost impossible to 
furnish police or other officers with the instructions 
necessary for their guidance. 

In the opinion of the Prussian Government the em- 
ployment of proper firemen will go far to minimise 
excessive emissions of smoke. In 1902, therefore, they 
introduced a course of instruction for firemen, and ;£^2000 
is for the present allowed in the Budget annually for this 
purpose. The motives which induced the Government 
to ask for the grant are stated in the 1902 Budget as 
follows : — 

" The preliminary condition for the prevention of ex- 
cessive emissions of smoke is, as experience has shown, 
the instruction of capable firemen. This would also have 
the advantage of leading to better insurance against boiler 
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explosions and to economy. In view of the general State 
interests which are here in question, and of the proven 
failure and insufficiency of efforts on the part of persons 
interested, it is desirable that the State should take the 
proper steps for such instruction to be given. By way 
of experiment, and for at least two consecutive years, 
itinerant courses of instruction will be instituted for fire- 
men and engineers. The instruction will be given once 
a fortnight by academically educated instructors paid by 
the State, according to a uniform system, but taking 
into consideration the different local requirements of the 
industry prevailing in the several districts of the country ; 
the classes will be held, first in connection with the exist- 
ing engineering and technical schools and making use 
of their appliances, and then in other places where suit- 
able rooms can be found. 

'* In addition to the instructor a capable superintendent 
will give practical lessons. . . . 

" In addition to this the Boiler Supervision Societies 
will employ firemen instructors, who will give the neces- 
sary lessons at the boiler and the engine to the firemen 
and engineers who are employed in the country districts 
less developed industrially, and who cannot avail them- 
selves of the courses of instruction that have been in- 
stituted." 

Against the emission of smoke from private dwelling- 
houses there are also no laws in force in Germany. 
Largely owing to the almost universal use of coal-dust 
bricks, and to a system of central heating for which coke 
is generally employed, comparatively little smoke is 
emitted, certainly not sufficient to render it necessary 
for any legislative measures to be taken. 

In order to avoid the annoyance and damage which 
may be caused by smoke from stationary furnaces, care 
should be taken in all works under State control that 
the emission of black, thick, and continuous smoke be 
avoided in the first instance by expert management of 
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the fires, proper supervision over the firemen, and careful 
selection of fuel. 

The emission is to be regarded as continuous if black 
impenetrable smoke proceeds from a chimney for more 
than five minutes without interruption. 

As far as is in any way feasible, care should be taken 
that only such persons as have satisfactorily managed 
furnaces for a considerable time shall be employed as 
independent firemen. If these persons have not gone 
through a satisfactory course at a firemen's school, 
opportunity should be given them as far as possible to 
attend one. 

The authorities who have furnaces under their super- 
intendence should, moreover, see that firemen are in- 
structed as to the cause of the emission of smoke, and 
that sufficient control is exercised over them. 

In choosing fuel the guiding principle should not as a 
rule be that the emission of smoke is to be prevented by 
the acquirement of expensive kinds of coal, or of coal 
that gives out little smoke without particular care, or by 
replacing coal by coke (except when the latter cannot be 
dispensed with on account of the nature or object of the 
furnace), but rather that the fuel is to be obtained which 
is generally used at the works, even if difficulties in the 
way of preventing smoke are thereby incurred. 

If excessive emissions of smoke cannot be sufficiently 
prevented by careful management of the fires, supervision 
over the firemen, nor by the selection of fuel, without 
considerable increase in the cost of fire, a few furnaces 
should be provided with special tried appliances for the 
prevention of smoke in all places where this may be 
desirable in view of the situation of the works. 

When new furnaces are to be built a condition should 
be inserted in the invitation for tenders, in all cases 
where the restriction of smoke is desirable on account of 
the situation of the works, that they are to emit as little 
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smoke as possible with the fuel that is obtainable on the 
spot, and that the appliances to be provided for this 
purpose should be mentioned in the tender. Before the 
acceptance of a tender it should be ascertained by care- 
ful testing that the appliances suggested seem sufficient. 
Care should also be taken that the size of the furnace 
suffices to meet possible greater requirements without 
strain and without causing too heavy smoke as a result. 

After the close of the financial year, 1903, reports 
should be furnished by all officials who have large fur- 
naces under their supervision, as to the result of their 
efforts for the prevention of smoke, from the following 
points of view : — 

(a) Number and nature of the larger furnaces and the 
fuel used for them ; 

(6) Volume of the smoke emissions observed ; 

(c) Nature of the measures adopted to restrict the 
emission of smoke when this was necessary; 

(d) The expenses incurred in providing appliances for 
the restriction of smoke and any economy in working 
resulting therefrom. 

An expression of opinion should also be furnished : — 

1. As to whether it would be desirable to introduce 
special measures for the prevention of smoke in the case 
of those works in which all efforts to that end in the way 
of proper management of the fires, selection of fuel, &c., 
have failed. 

2. If so, what measures should be adopted. 



HUNGARY. 

At Buda-Pesth chimneys used for boilers having a 
heating surface of 3 square metres or upwards, or for 
furnaces consuming 44 lbs. of coal, or more, per hour, 
must be furnished with smoke-consuming appliances. 
The exact nature of these appliances is not prescribed, 
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but they must be approved by the Engineering Depart- 
ment of the municipality. 

It should be added that the results obtained have not 
been commensurate with the expense incurred, and it is 
considered by experts that careful stoking, which is not 
at present enforced, would be as effective in preventing 
smoke as any apparatus yet discovered. 

As regards household fires, no regulations are required, 
as stoves are in universal use. 



ITALY. 

The Department of the Director-General of Public 
Health of the Italian Ministry of the Interior is respon- 
sible for the control of the emission of noxious fumes 
from factories and other business premises in large 
towns. There are, however, no special provisions on 
the subject of smoke in Italian sanitary legislation. The 
Sanitary Law speaks in general terms of industries which 
diffuse unhealthy exhalations, and of industries which may 
be dangerous to the public health. 

Those in the first category must be established in the 
country and at a distance from inhabited houses. In- 
dustries in the second category may be carried on in 
towns or near inhabited houses, but with the precautions 
necessary for avoiding all danger to the public health. 

The question of the emission of smoke from chimneys 
is of very small importance in Italy, as the majority of 
Italian industries are established in the country outside 
towns, and continue to make increasing use of electric 
energy produced by water power. 

NETHERLANDS. 

There are in the Netherlands no special laws in 
existence with regard to the regulation, restriction, &c., 
of the emission of smoke from factories and other busi- 
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ness premises ; and the only law that has any connection 
with the subject is the Hinderwet of the 2nd June 1875, 
lately re-enacted and amended by the Law of the 24 th 
June 1 90 1, which deals with the conditions upon which 
factories and other buildings, employing smoke, gas, or 
steam, may be erected. 

In Article i of this Law it is decreed that "no 
building which may cause danger, damage, or annoy- 
ance may be erected without the permission of the 
Gemeente-bestuur (municipal authorities)," who (Article 
6) " shall give written notice to the owners and tenants 
of all properties bordering directly on that whereon the 
building is to be erected, and to the authorities of all 
hospitals, places of public worship, and schools within 
220 yards of the site of the proposed building;" and 
that placards must be set up on this site for the in- 
formation of the public. 

On the fourteenth day after public notice has been 
given, any objections may be brought forward, at the 
time and place mentioned in the notice, against the 
erection of such building, before the members of the 
municipality; and the petitioners as well as the com- 
plainants shall have this opportunity of explaining any 
such objections verbally or in writing. 

The grounds of refusal of permission to erect nmst 
be based on the fear either — 

" I . Of danger ; 

"2. Of damage to property, trade, or health; or, 

"3. Of nuisance of some serious nature; such as 
rendering uninhabitable dwelling-houses, or parts of 
dwelling-houses, interfering with the use of hospitals, 
places of public worship, and schools situated within 
220 yards of the site of the building, and the emission 
of foul or obnoxious smoke." 

Fear of competition on the part of rival manufacturers 
cannot be assigned as a ground of refusal. 

By Article 17, the authorities who granted the per- 
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mission may impose fresh conditions upon the grantee 
if experience shall have been found to necessitate such 
imposition; but the reasons must be set forth in a 
Decree, and the grantee may appeal from them within 
fourteen days after they have been made known to him. 

A building erected without permission may be closed, 
its contents sealed, and the work stopped by the muni- 
cipal authorities ; and infringements of the provisions of 
the Law are punishable with fines of from 50 cents to 
200 gulden (lod. to ;£^i6, 13s. 4d.), or from one to 
sixty days' imprisonment. 

Fresh permission is required — 

1. To build on to or alter the character of any 
building ; 

2. To renew work in a factory that has been closed 
for four years ; 

3. To restore a building that has been destroyed 
through any accident occasioned by the use or nature 
of the building itself. 

With regard to the regulation of the emission of 
smoke from the chimneys of private dwelling-houses 
there exist no legal stipulations whatsoever in the 
country. 

Subject to the conditions laid down in the Hinderwet, 
the various municipalities have, as occasion required, 
drawn up purely local regulations, which, however, refer 
chiefly to the height of the chimney; for example, in 
the Police Regulations of The Hague of the year 1894, 
still in force, it is enacted that chimney-pipes built from 
the top of the roof must be raised at least 3 ft. 3 ins. 
above the roof; if built on any other part of the roof, 
they must be raised to a height to be specified by the 
police; chimneys which are lower than the top of the 
neighbouring roofs must, at the instance of the Burgo- 
master or Wethouders (County Council), be heightened 
or altered, as these authorities shall prescribe ; chimney- 
pipes next to any building which is altered or heightened 
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must, by the owner of such building, be altered or raised 
3 ft. 3 ins. above the gutter of such heightened building, 
and no chimney may be built or altered without giving 
previous notice and receiving permission from the police. 

In Rotterdam there are no municipal regulations with 
regard to chimneys, and in Amsterdam the Police 
Regulations of 1902, which are now under revision, only 
decree that chimneys of buildings shall be raised 3 ft. 
3 ins. above the top of the building to which they belong, 
and, if required, must be raised above the top of the 
neighbouring buildings. 

But all these regulations are purely local, and are 
drawn up as necessity dictates, and are being constantly 
altered ; and it would appear that the nuisance of factory 
smoke in the towns of the Netherlands has as yet not 
reached such dimensions as to call for any special 
legislation on the subject. 



SAXE-COBURG AND GOTHA. 

Regulation and Prevention of Smoke in the Duchies of 
Saxe-Cohurg and Gotha. 

In the case of already existing premises where a 
nuisance is caused by the emission of smoke, the inter- 
vention of the police can be obtained, and alterations in 
such premises be enforced, but compensation for the 
expense to which he may thereby be put can be claimed 
by the owner from the complainant. 

With regard to the erection of new buildings, whether 
private dwelling-houses or factories, the following pro- 
visions of the Building Act of 1884 apply: — 

In the chapter entitled " Limitation in . the Public 
Interest of the Freedom of Construction," sub-section 
" Chimneys," it is enacted that — 

" Every fireplace must be connected with a chimney 
of the width required by the rules of construction. The 
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lighting of fires must be so managed, and conducted 
through chimneys of such height and construction, that 
smoke, soot, or sparks may not escape in a manner 
calculated to cause a nuisance oY danger to the neigh- 
bourhood." 

In the chapter " Premises Liable to Special Danger of 
Fire," it is enacted that — 

"All premises exposed to special danger of fire, and 
of large extent, such as yards for storage of timber or 
building materials, must be situated at a certain distance 
from other buildings, or from special kinds of buildings, 
and in premises where some industry is carried on by 
which smoke or evil-smelling fumes are likely to be 
given off, it is forbidden to make openings from such 
buildings on to the street, through which these fumes 
would escape/' 

SAXONY. 

Laws in force in the Kingdom of Saxony for the Regulation, 
Bestriction, and Prevention of Smoke, 

According to the General Building Law of 1900, 
care must be taken in the construction of any building 
that no serious inconvenience will be caused to adjoining 
properties by the escape of smoke and soot. 

Local Authorities may determine what positions are 
specially suitable for manufacturing premises, and may 
forbid their erection in certain localities. 

All chimneys, besides conforming to detailed Regula- 
tions as to solidity of construction, width of the flue, 
&c. — intended to avoid danger of tire — must be of a 
height corresponding more or less with that of others 
in the immediate neighbourhood, and the authorities 
can enforce the heightening of any chimney if deemed 
necessary. The communication of one chimney with 
another is to be avoided. 

A Decree of 1890 respecting furnaces enacts that the 
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stoking must be so managed that adjoining properties 
suffer as little as possible from the emission of smoke 
or soot. 

Should, however, inconvenience be caused in this 
respect, the owner of the engine-house has, at his own 
expense, to apply remedial measures, such as the 
heightening of the chimney, the introduction of special 
contrivances for the avoidance of excessive smoke, or 
the use of another kind of fuel, and these measures must 
be carried out, within an appointed time, to the satis- 
faction of the Inspector of Factories. 

The powers placed by these Acts in the hands of the 
Local Authorities have been exercised in all the larger 
towns of Saxony. 

There are, however, some special provisions which 
apply only to the capital of this kingdom. 

In 1887 the Municipality of Dresden passed the 
following bye-law, which subsequently received the 
sanction of the Ministry of the Interior : — 

''§ I. In all manufacturing and industrial premises, 
the construction of the furnaces must be of such 
a nature, and their stoking so regulated, that no 
smoke containing visible particles of soot is constantly 
emitted. 

" Where this happens only occasionally and excep- 
tionally, the omission must not last longer than is 
absolutely unavoidable even with the most careful 
stoking and the employment of coal of at least medium 
quality. 

"■ This paragraph applies to steamers, traction-engines, 
&c., but not to railway locomotives. 

"§ 2. In the case of already existing premises, such 
alterations must be made as will ensure compliance with 
the terms of this bye-law within two years. 

"§3. The sanction of the official Inspector does not 
relieve the proprietor or occupier of the works — should 
it later on appear that they do not comply with the 
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provisions of this bye-law — from making the necessary 
alterations within a certain time. 

" § 4. In private dwelling-houses the heating arrange- 
ment must be so contrived as to produce as little smoke 
and soot as possible. 

"§5. Disregard of paragraphs i, 2, and 4 render 
the proprietor or occupier liable to a fine not exceeding 
150 marks (£7, los.)." 

To ensure the observance of these provisions an 
Inspector was appointed by the municipality and sub- 
ordinated to the body known as the Fire Police. 

His functions are : — 

1. To inquire into the causes, generally and in 
individual instances, of nuisance arising from smoke. 

2. To report all premises which do not comply with 
the bye-laws. 

3. To hear complaints against the practicability and 
onerous nature of these bye-laws. 

4.. To suggest any improvements in the means devised 
for combating the smoke nuisance. 

His authority extends to municipal and even Govern- 
ment undertakings and works, as well as to private 
establishments. 

He is also entrusted with the task of supervising and 
instructing the whole class of stokers, so as to ensure a 
due amount of proficiency on the part of all men engaged 
in attending to furnaces. 

To attbrd him assistance in the discharge of his duties 
he has under him an expert foreman stoker, who is 
frequently called upon to give practical illustration of 
the effect of skilful stoking in reducing the volume of 
black smoke. 

With regard to the sweeping of chimneys, the town 
is divided into districts, each of which is placed under 
the charge of a certificated chimney-sweep, who has 
given proof of his proficiency by passing an examination 
on the subject, and who is alone responsible for the 
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condition of the chimneys in his district. In some 
instances, for example, where only brown coal is used, 
the chimney has to be swept once in every month. 



SWITZERLAND. 

There are no special laws, Federal or Cantonal, for the 
regulation, restriction, or prevention of the emission of 
smoke, in force in Switzerland. 

As a matter of fact, therefore, the question of the 
abatement of smoke is one which has never yet been 
raised in Switzerland, and, consequently, no legislation 
bearing upon it more than upon any other possible form 
of nuisance connected with the working of factories has 
been enacted. Factories are to a large extent driven in 
Switzerland by water power or by electric power generated 
by water power ; they are consequently, as a rule, situated 
in the country, and often on the banks of rivers, at con- 
siderable distances from the towns and even from one 
another. This is probably the reason why they give 
rise to few, if any, complaints on the ground of smoke 
nuisance. 

The only enactment which might be held even in- 
directly applicable is the Law of 1877, regulating labour 
in factories, which refers, among other things, to nuisances 
endangering the health of the neighbouring inhabitants. 

It would be possible to apply for an Administrative 
inquiry in any case where a nuisance occasioned by 
smoke gave cause for complaint, or legal proceedings 
could be taken in the Cantonal Courts, when the case 
would be decided by the Judge on its merits, but there 
seems to be no record of any such action having been 
taken. 
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UNITED STATES. 
State of Pennsylvania. 

There is no general legislation in the State of Penn- 
sylvania on the subject of smoke abatement, but the 
larger cities and other municipalities have in some cases 
adopted local regulations controlling the matter. In- 
quiries in the towns of Erie, Reading, and Lancaster 
prove that they have no restricting or regulating Ordi- 
nances whatever. 

At Pittsburg there is a similar abstoce of regulations. 
The Mayor states that an Ordinance does exist, but that 
the courts have declared it to be unconstitutional, and 
that no further action has since been taken. 

At Philadelphia there is an " Ordinance to regulate 
the smoke from chimneys, stacks, flues, or open spaces 
within the city." Copy is annexed. This Ordinance 
provides a colour scale for the measurement of the degree 
and darkness of smoke, making it unlawful to permit the 
escape of smoke of certain degrees of darkness, and fixes 
a penalty for the violations of its regulations. 

** An Ordinance to regulate the emission of smoke from 
chimneys, stacks, flues, or open spaces within the city of 
Philadelphia, providing a colour scale for the measurement 
of the degree and darkness of such smoke, making it 
unlawful to permit the escape of smoke of certain degrees 
of darkness, and providing a penalty for the violation of 
this Ordinance. 

" Section i. — The Select and Common Councils of the city of 
Philadelphia do ordain : 

" That for the purpose of regulating the emission of smoke 
from chimneys, stacks, flues, or open spaces within the said city, 
and to determine by comparison the degree of darkness of 
smoke so emitted, a colour scale shall be, and the same is hereby, 
adopted as follows : — 

** One thickness of grey glass of sufficient capacity to cut off 
60 per cent, of the light from a flame having a lighting power 
of sixteen candles shall be taken as the basis of this scale ; 
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"Two thicknesses of said glass shall be known and desig- 
nated as No. I scale ; 

"Four thicknesses of the said glass shall be known and 
designated as No. 2 scale. 

" Section 2. — It is forbidden, and hereby declared to be 
unlawful, to suffer or permit the emission or escape of smoke 
from any or all fires not in motion, or fires banked or in a state 
of rest, or through any burning or active fire through a stack, 
flue, or chimney less than 50 feet high of a colour greater than 
No. I sc>ale. 

" Section 3. — It is hereby forbidden, and declared to be 
unlawful, within the limits of the city of Philadelphia, to suffer 
or permit the escape or emission of smoke of a degree of dark- 
ness in excess of scale No. 2 for a period of more than five con- 
secutive minutes from any locomotive or river steam craft 
standing with banked fires or engaged in shifting, or for a 
period of more than ten minutes from any locomotive or river 
steam craft whose fire may be in process of cleaning or prepar- 
ing for starting. Provided, howev^er, that none of the pro- 
visions of this Ordinance shall apply in the case of a locomotive 
or locomotives or river steam craft in continuous transit through 
or across the city or entering or departing therefrom. 

" Section 4. — It is hereby further ordained that smoke may 
be suffered or permitted to escape from any puddling, open- 
hearth, or forge furnace now erected to a degree of darkness 
not exceeding No. 2 colour scale through a chimney 50 feet 
high, and from any puddling, open-hearth, forge, or other 
furnace hereafter erected of a degree of darkness not exceeding 
No. I, colour scale, with a chimney not less than 150 feet high ; 
but that the emission or escape of smoke of a colour degree of 
darkness greater than that provided respectively in this section 
is hereby prohibited, and made unlawful. 

" Section 5. — It is hereby further ordained that no fumes of 
a sulphurous or obnoxious odour occasioned by the melting of 
scrap tin or other metal shall be permitted to escape from any 
foundry or furnace within the built-up section of the city. 

" Section 6. — ^The provisions of this Ordinance shall not 
apply as to the colour of smoke between the hours of 4 a.m. and 
7 A.M. 

" Section 7. — Any person or persons who shall violate any of 
the provisions of this Ordinance, or suffer or permit any of the 
acts hereby forbidden or declared to be unlawful, shall be sub- 
ject to a penalty of 25 dollars for each offence, such penalty to be 
collected and recovered by and at the suit of the city of Phila- 
delphia, for the use of said city as debts of like amount are now 
by law recoverable. Provided, however, that any suits for the 

F 
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violation of the terms of this Ordinance must be brought within 
five days after the offence shall have been committed^ and 
within forty-eight hours after the commission of the offence a 
notice shall be mailed to the offender by the Bureau of Boiler 
Inspection, notifying the offender of the violation of this 
Ordinance and the details of such violation. 

" Section 8. — The provisions of this Ordinance shall become 
operative and eft'ective on the ist day of October 1904, and the 
enforcement of said provisions shall lae, and is hereby, made the 
duty of the Bureau of Boiler Inspection, subject to such inci- 
dental Rules and Regulations as the said Bureau of Boiler 
Inspection may establish and provide." 

The city of Alleghany has an Ordinance, copy of which 
is annexed, dated 1897, prohibiting the emission of dense 
smoke from engines, stacks, and chimneys within the 
city, but excluding from its provisions private residences, 
unless using steam boilers. 

^^ Department of Public Safety, City of Alleghany. 

" An Ordinance relating to and prohibiting the emission of dense 
smoke from engines, stacks, and chimneys within the city 
limits. 

** Section i. — Be it ordained and enacted by the Select and 
Common Councils of the city of Alleghany, and it is hereby 
ordained and enacted by the authority of the same : 

" That six months after the approval of this Ordinance the 
emission or issuing of dense smoke from the stack of any loco- 
motive, stationary or portable boiler, anywhere within said city 
is hereby prohibited and declared unlawful ; chimneys of build- 
ings used exclusively for private residences shall not be deemed 
and treated as within the provisions of this Ordinance unless 
using steam boilers in said private residences. 

" Section 2. — The owner or owners of any locomotive and the 
proprietors or lessee or occupant of any building who shall 
permit or allow dense smoke to issue or be emitted from the 
stack or chimney of any stationary or portable boiler within the 
corporate limits of the city shall be deemed and held guilty of 
creating a nuisance, and shall for every such offence be fined a 
sum not less than 10 dollars or more than 100 dollars, to be 
recovered summarily before the Mayor or any Police Magis- 
trate of Alleghany City. In default of payment of any such 
fine or fines so imposed, the person or persons so fined shall be 
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imprisoned in the county gaol for not less than forty-eight hours, 
nor more than ten days, at the discretion of the Mayor or 
Magistrate hearing the case. 

" Section 3: — It shall be the duty of the Director of the De- 
partment of Public Safety of said city to cause the enforcement 
of this Ordinance in all cases of its violation. 

" Section 4. — This Ordinance shall be held and construed as 
including, under the words * owners,' * lessee,' and * person,' all 
Corporations or partnership associations, as well as natural 
persons. 

" Section 5. — That so much of any Ordinance as may conflict 
with or be supplied by the foregoing be, and the same is hereby, 
repealed." 

State of New York. 

The emission of smoke from buildings is not specifically 
dealt with in any of the laws of New York State, but 
comes under the provision of the Public Health Law, as 
constituting a nuisance. 

This law provides for a State Board of Health, whose 
duty it is to take cognisance of all matters affecting the 
health and life of the people of the State. It may compel 
the attendance of witnesses for this purpose. 

The State Board may reverse or modify any order or 
regulation made by a Local Board of Health concerning 
a matter which, in its judgment, affects the public health 
beyond the territory over which such Local Board has 
jurisdiction. 

It has power to deal with nuisances, or questions affect- 
ing the security of life and health in any locality. (See 
Article i , Section 6.) 

If any municipality fails to establish a Board of Health, 
the State Board may, in such municipality, exercise the 
powers of a Local Board of Health. 

Minute provisions are made for the establishment of 
Local Boards of Health in the several cities, towns, and 
villages of the State. 

These Local Boards of Health meet at stated intervals. 
Special meetings may be called by the presiding oflScer 
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when he deems necessary and must be called upon the 
requisition of at least twenty-five residents of full age. 
They will direct the duties of their Local Health Officer, 
who shall be the chief executive officer. The Local Boards 
make and publish all requisite orders and regulations for 
the preservation of life and health, and make, without 
publication, orders and regulations for the suppression oi 
nuisances in special or individual cases, and not of general 
application. (See Article i , Section 2 1 .) 

The Local Boards receive and examine all complaints 
made by an inhabitant concerning nuisances, and may 
enter, for the purpose of inspection and examination, any 
place or premises where nuisances are known or believed 
to exist. (See Article i. Section 25.) 

If the owner or occupant of the premises fails to comply 
with an order to remove the nuisance, the Local Boards 
may enter and suppress or remove it themselves, at the 
expense of the owner or occupant. (See Article i, 
Section 26.) 

This Public Health Law does not affect the laws nor 
the Sanitary Codes now in force relating to the Boards 
of Health of the cities of New York, Brooklyn, Buffalo, 
Albany, and Yonkers. 

" State of New York Public Health Law. 
" Article I. 

"Section 6. — Nuisancer. — The Stat© Board of Health shall 
have all necessary powers to make examinations into nuisances, 
or questions affecting the security of life and health in any 
locality. Whenever required by the Governor of the State, it 
shall make such an examination and shall report the results 
thereof to the Governor, within the time prescribed by him 
therefor. The report of every such examination, when approved 
by the Governor, shall be filed in the ofl&ce of the Secretary of 
State, and the Governor may declare the matters public nuisances 
which may be found and certified in any such report to be 
nuisances, and may order them to be changed, abated, or re- 
moved, as he may direct. Every such order shall be presumptive 
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evidence of the existence of such nuisance ; and the Governor 
may, by a precept under his hand and official seal, require the 
District Attorney, Sheriff, and other officers of the county where 
such nuisance is maintained, to take all necessary measures to 
execute such order and cause it to be obeyed, and the acts of any 
such county officer in the abatement of any such nuisance, 
reasonable or necessary for such abatement, shall be lawful and 
justifiable, and the order of the Governor a sufficient protection 
to such officer. The expense of such abatement shall be paid by 
the municipality where the nuisance occurs, and shall be a debt 
recoverable by such municipality of all persons, maintaining it 
or assisting in its maintenance, and a lien and charge upon the 
lands upon which the nuisance is maintained, which may be 
enforced by a sale of such lands t^o satisfy the same. 

** Section 21. — General Powers and Duties of Local Boards of 
Health, — Every such Local Board of Health shall meet at stated 
intervals, to be fixed by it, in the municipality. The presiding 
officter of every such Board may call special meetings thereof 
where, in his judgment, the protection of the public health of the 
municipality requires it, and he shall call such meeting upon the 
petition of at least twenty-five residents thereof, of full age, 
setting forth the necessity of such meeting. Every such Local 
Board shall prescribe the duties and powers of the Local Health 
Officer, who shall be its chief executive officer, and direct him in 
the performance of his duties and fix his compensation. Every 
such Local Board shall make and publish from time to time all 
such orders and regulations as they may deem necessary and 
proper for the preservation of life and health and the execution 
and enforcement of the Public Health Law in the municipality. 
It shall make, without publication thereof, such orders and regu- 
lations for the suppression of nuisances and concerning all other 
matters in its judgment detrimental to the public health in 
special or individual cases not of general application, and serve 
copies thereof upon the owner or occupant of any premises 
whereon such nuisances or other matters may exist, or post the 
same in some conspicuous place thereon. 

** Every such Local Board may prescribe and impose penalties 
for the violation of, or failure to comply with, any of its orders 
or regulations, not exceeding 100 dollars for a single violation 
or failure, to be sued for and recovered by it in the name and 
for the benefit of the municipality ; and to maintain actions 
in any Court of competent jurisdiction to restrain by injunc- 
tion such violations, or otherwise to enforce such orders and 
regulations. 

** Section 25. — Nuisances. — Every such Local Board shall 
receive and examine into all complaints made by any inhabitant 
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concerning nuisances or causes of danger or injury to life and 
health within the municipality, and may enter upon or within 
any place or premises where nuisances or conditions dangerous 
tg life and health are known or believed to exist, and, by its 
members or other persons designated for that purpose, inspect 
and examine the same. The owners, agents, and occupants of 
any such premises shall permit such sanitary examinations to be 
made, and the Board shall furnish such owners, agents, and 
occupants with a written statement of the results and conclusions 
of any such examination. Every such Local Board shall order 
the suppression and removal of all nuisances and conditions 
detrimental to life and health found to exist within the munici- 
pality. Whenever the State Board of Health, or its President 
and Secretary, shall, by notice to the presiding oflGlcer of any 
Local Board of Healthy request him to convene such Local Board 
to take certain definite proceedings, concerning which the State 
Board of Health or its President and Secretary shall be satisfied 
that the action by them is necessary for the public good, and is 
within the jurisdiction of such Board of Health, such presiding 
officer shall convene such Local Board, which shall take the 
action recommended. 

" Section 26. — Removal of Nuisances. — If the owner or occu- 
pant of any premises fails to comply with any order or regulation 
of any such Local Board for the suppression and removal of any 
nuisance, or other matter in the judgment of the Board detri- 
mental to the public health, made, served, or posted as required in 
this Article, such Boards, or their servants or employees, may enter 
upon the premises to which such order or regulation relates, and 
suppress or remove such nuisance or other matter. The expense 
of such suppression or removal shall be paid by the owner or occu- 
pant of such premises, or by the person who caused or maintained 
such nuisance or other matters, and the Board may maintain an 
action in the name of the municipality to recover such expense, 
and the same, when recovered, shall be paid to the Treasurer 
of the municipality, or, if it has no Treasurer, to its chief 
fiscal officer, to be held and used as the funds of the munici- 
pality." 

For the purposes of local government, New York and 
Brooklyn have been amalgamated with the Borough of 
the Bronx, Queens, and Richmond, forming the " city of 
New York," all under one Department of Health, and 
with the same Sanitary Code. 
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Sanitary Code of the City of New York, 

With regard to the emission of smoke as a nuisance, 
Section 96 of the Sanitary Code of the Board of Health 
of the Department of Health of the city of New York 
states as follows : — 

" Sanitary Code of the Board of Health of the Department of 
Health of the City of New York, 

" Section 96. — The owners, lessees, tenants, occupants, and 
managers of every blacksmith or other shop, forge, coal-yard, 
foundry, manufactory, and premises where any business is done, 
or in or upon which an engine or boilers or locomotives are used, 
shall cause all ashes, cinders, rubbish, dirt, and refuse to be 
removed to some proper place, so that the same shall not ac- 
cumulate at any of the above-mentioned premises or in the 
appurtenances thereof, nor the same become filthy or offensive. 
Nor shall any owner, lessee, tenant, occupant, manager, engineer, 
fireman, or any other person cause, suffer, or allow any cinders, 
dust, gas, steam, or offensive odour to escape or be discharged 
from any such building, place, or premises, to the detriment 
or annoyance of any person not being therein or thereupon 
engaged. 

" Nor shall any owner, lessee, tenant, occupant, superin- 
tendent, manager, engineer, fireman, or any other person, cause, 
suffer, or allow smoke to escape or be discharged from any such 
building, place, or premises, or from any engine or locomotive 
used therein or thereon." 

Section 1229 of Chapter XIX. of the Charter of New 
York City (Chapter 466 of the Laws of State of New 
York of 1 90 1 ) defines the word " nuisance/' and amongst 
its provisions declares whatever renders the air or human 
food and drink unwholesome to be a nuisance. Its 
wording follows : — 

"Section 1229. — The word 'nuisance,' as used in this Act, 
shall be held to embrace public nuisance, as known at common 
law or in equity jurisprudence ; and it is further enacted that 
whatever is dangerous to human life or detrimental to health, 
whatever building or erection, or part or cellar thereof, is over- 
crowded with occupants, or is not provided with adequate 
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ingress and egress to and from the same, or the apartments 
thereof, or is not sufficiently supported, ventilated, sewered, 
drained, cleaned, or lighted in reference to their or its intended 
or actual use, and whatever renders the air or human food or 
drink unwholesome, are also severally, in contemplation of this 
Act, nuisances ; and all such nuisances are hereby declared 
illegal ; and each and all persons and Corporations who created 
or contributed thereto, or who may support, continue, or main- 
tain or retain them, or any of them, shall be jointly and 
severally liable for, or toward, the expense of the abatement 
and remedying of the same ; but as between themselves, any 
such persons and Corporations may enforce contribution or 
collect expenses, according to any legal or equitable relations 
existing between them; but nothing herein contained shall 
annul or defeat any common law liability or responsibility in 
respect of nuisances. Whenever the words * place, matter, or 
thing,* or either two of said words, are used in this Act, or in 
titles I, 4, and 5 of this Chapter, they shall, unless the sense 
plainly requires a different construction, be construed to include 
whatever is embraced in the enumeration with which they are 
connected." 



Ordinance of the City of Buffalo, 

Chapter XLII. of the Ordinance of the city of Buffalo 
is more stringent in its regulations than the above 
sections, making it unlawful for any person or persons, 
firm, or corporation, or for any of their servants, agents, 
or employees, to allow the discharge or escape into the 
open air of large quantities of smoke, soot, &c., in such 
quantities or in such manner as to cause injury, detri- 
ment, or annoyance. It is as follows : — 

" The city of Buffalo, by its Common Council, hereby ordains 
and enacts the following Ordinance, the same to be known as 
Chapter XLII. of the Ordinance of said city : — 

" Chapter XLII. 

"Section i. — It shall not be lawful within the limits of the 
city of Buffalo for any person or persons, firm, or corporation, 
or any servant, agent, or employee of any person, firm, or 
corporation, to permit or allow, or cause to be permitted or 
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allowed, the discharge or escape into the open air of large 
quantities of smoke, soot, dust, gas, steam, or offensive odour, 
or to permit or allow any smoke, soot, dust, gas, steam, or 
offensive odour to escape in such manner or in such quantities 
as to cause or have a natural tendency to cause injury, detri- 
ment, or annoyance to any person or persons or the public, or 
to endanger the comfort, repose, health, 'Or safety of any person 
or persons or the public, or in such manner as to cause or have 
a natural tendency to cause injury or damage to business or 
property. 

" Section 2. — Nor shall any person or persons, firm, or cor- 
poration owning or operating any boat, locomotive engine, or 
other engine, or any machinery used or employed in said city, 
nor shall any servant, agent, or employee of any such person, 
firm, or corporation, permit or allow, or cause to be permitted 
or allowed, the discharge or escape into the open air of large 
quantities of smoke, cinders, soot, dust, gas, steam, or offensive 
odour, or to permit or allow any smoke, cinders, soot, dust, gas, 
steam, or offensive odour to escape in such a manner or in such 
quantities as to cause or to have a natural tendency to cause 
injury, detriment, or annoyance to any person or persons, or to 
endanger the comfort, repose, health, or safety of any person or 
the public, or in such a manner as to cause injury or damage to 
business or property. 

** Section 3. — No person or persons, firm, or corporation shall 
in the said city permit or allow, or cause to be permitted or 
allowed, the escape into the open air of quantities of fine sand, 
dirt, or particles of earth or other material, in such manner as 
to cause or to have a natural tendency to cause injury, detri- 
ment, or annoyance to any person or persons or to the public, 
or to endanger the comfort, repose, health, or safety of any 
person or persons or the public, or in such a manner as to cause 
or to have a natural tendency to cause injury or damage to 
business or property. 

** Section 4. — It shall be the duty of the Department of 
Public Works to investigate all complaints made to it of a 
violation of any of the provisions of this Ordinance, and report 
the same to the Corporation Counsel ; it shall be the duty of 
each inspector connected with the Bureau of Streets of said 
city, and of all police officers of said city, to immediately report 
to said Department all persons, firms, or corporations guilty of 
a violation of this Ordinance, together with the names and 
addresses of all witnesses having knowledge concerning or being 
in the possession of facts showing such violation ; each and 
every such inspector or police officer shall have the right and 
authority at all reasonable hours to visit and inspect premises 
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and all machinery, boilers, furnaces (or other appliances con- 
nected therewith, necessary to such inspection) for the purpose 
of ascertaining the kind or character of fuel used and the 
manner of using the same, and any other fact or facts showing 
compliance with or violation of this Ordinance. 

" Section 5. — A violation of this Ordinance shall be punish- 
able by a fine of not to exceed 250 dollars for each and every 
offence." 



Sanitarrj Code of the City of Albany. 

The provisions of Section 8 of the Sanitary Code of 
the city of Albany are similar to those of the city of 
New York : — 

" Section 8. — No person or Company shall erect or maintain 
any manufactory or place of business dangerous to life or detri- 
mental to health, or where unwholesome, offensive, or deleterious 
odours, gas, smoke, deposits, or exhalations are generated, with- 
out the permit of the Department of Health, and all such estab- 
lishments shall be kept clean and wholesome so as not to be 
offensive or prejudical to public health ; nor shall any offensive 
or deleterious waste substance, gas, odour, sludge, refuse, or 
injurious matter be allowed to accumulate upon the premises, 
or be therein or allowed to run into any public waters, 
streams, water-course, street, or public place. And every 
person or Company conducting such a manufactory or business 
shall use the best approved and all reasonable means to prevent 
the escape of smoke, gas, odours, and to protect the life and 
safety of all operatives employed therein. 

** Any violation of any of the provisions of this Ordinance 
shall be punishable by a penalty of 25 dollars." 



Sanitary Code of the City of Yonkers, 

Section 8 1 of the Sanitary Code of the city of Yonkers 
is similar to the above. It is as follows : — 

" Sanitary Code of the Board of Health of the City of Yonkers, 

"Section 81. — Ashes, Cinders, Sfc, to he removed. — Every 
owner, lessee, tenant, or manager of every blacksmith or other 
shop, forge, coal-yard, foundry, manufactory, or premises where 
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any business is done, or in or upon which an engine or boilers 
are used, shall cause all ashes, cinders, rubbish, dirt, and refuse 
to be removed to some proper place so that the same shall not 
accumulate on any of the above-mentioned premises, or in the 
appurtenances thereof, nor the same become filthy and offensive. 
Nor shall any smoke, cinders, dust, gas, or offensive odour be 
allowed to escape from such building, place, or premises to the 
detriment or annoyance of any person not being therein or 
thereupon engaged. Any violation of the provisions of this 
section shall subject the offending party or person to a fine of 
100 dollars for the first offence, and a further fine of 50 dollars 
per day after service of a notice on the offending party, person, 
or persons to abate the said nuisance." 



State of Illinois. 

There are no State laws containing regulations relative 
to the emission of smoke in Illinois. 



Ordinance of the City of Chicago, 

Extracts are given below of the Ordinance governing 
the Department for the Inspection of Steam Boilers and 
Steam Plants in the city of Chicago : — 

" Section 7. — Chief Smoke Inspector. — There shall be a Chief 
Smoke Inspector, who shall be appointed by the Chief Inspector 
of Steam Boilers and Steam Plants, from the eligible list pre- 
pared in accordance with the Civil Service Act and the Rules of 
the Civil Service Commission. 

" Said Chief Sinoke Inspector, before entering upon the 
duties of his office, shall execute a bond to the city of Chicago 
in the sum of 5000 dollars, with two or more sureties to be pro- 
vided by the Comptroller, conditioned for the faithful perform- 
ance of the duties of his office. 

" Section 8. — Board of Inspectors of Steam Boilers and Steam 
Plants. — The said Chief Inspector of Steam Boilers and Steam 
Plants, Supervising Mechanical Engineer and Chief of the 
Deputy Inspectors of Steam Boilers and Steam Plants, and 
Chief Smoke Inspector shall constitute the Board of Inspectors 
of Steam Boilers and Plants. ... 

" Section 10. — The emission of dense smoke from the smoke- 
stack of any boat or locomotive, or from any chimney anywhere 
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within the city, shall be deemed^ and is hereby declared to be, 
a public nuisance ; but no prosecution for the emission of dense 
smoke shall be commenced unless within ten days prior thereto 
at least three notices shall have been mailed to the offender 
that dense smoke has been seen emitted from his premises. 

"The owner or owners, lessee, agent, or manager of any 
boat or locomotive, and the proprietor, lessee, or agent of any 
building, factory, mill, works, or other establishment having 
smoke-stack or chimneys within the corporate limits to exceed 
three minutes (excepting in cases where the fire-box is being 
cleaned out or new fire built therein, in which case the limit 
shall be six minutes) in any hour of the day or night, shall 
be deemed and held guilty of creating a nuisance, and shall for 
every such offence be fined a sum of not less than lo dollars nor 
more than loo dollars. It shall be the duty of the Board to 
see that the boiler or boilers, boiler-setting, means of producing 
draught, smoke connections, and furnace or fire-box of each 
boiler inspected by it are of sufficient capacity and so constructed 
as with proper management to avoid the emission of dense 
smoke. 

" Prosecutions for all violations of this Ordinance by persons 
allowing dense smoke to issue from any chimney shall be brought 
by the Chief Smoke Inspector, and the prosecutions for all other 
violations shall be brought by the Chief Inspector of Steam 
Boilers and Steam Plants, Supervising Mechanical Engineer, 
and Chief Deputy Inspector of Steam Boilers and Steam Plants, 
in the name of the city of Chicago. 

** Provided that no prosecution under this Ordinance shall 
be commenced against the owner, or owners, lessee, agent, or 
manager of any boat, locomotive, or the proprietor, lessee, or 
agent of any building, factory, mill, works, or other establish- 
ment having smoke-stacks or chimneys, the plant of which shall 
have been installed prior to the passage of this Ordinance, until 
the expiration of one year after the passage of this Ordinance, 
within which to build and re- equip the same in accordance with 
the provisions of this Ordinance : Provided further, that no such 
owner, owners, lessee, agent, or manager shall be entitled to one 
year unless he shall at once commence his plans for the rebuild- 
ing and re-equipping of such plant, and shall proceed with said 
work to the satisfaction of the Board upon inspection at intervals 
of three months during said period of one year. 

" Section 12. — . . . If at any time when inspecting a steam 
boiler, generator, or other apparatus used for generating steam 
for power or heating purposes, the Inspector of Boilers shall find 
that the furnace or fire-box in which fuel is used for the purpose 
of generating steam is so constructed or operated as to cause the 
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emission of dense smoke from the chimney connected therewith, 
he shall report to said Board the condition of said plant. The 
owner of said steam boiler, generator, or apparatus shall have 
the right to put in such appliance or put in such alterations or 
use such fuel as in his judgment will prevent the, emission of 
dense smoke, but this shall not constitute a compliance ^ith this 
Ordinance unless such appliance or such fuel shall actually pre- 
vent the emission of dense smoke. 

** Provided, however, that this Ordinance shall not apply to 
tanks, jacket-kettles, or reservoirs of under 75 gallons capacity, 
hot-water tanks used for domestic purposes, boilers on loco- 
motives or boilers, generators, or other apparatus used in private 
residence for generating steam solely for heating purposes ; and 
for the purpose of this Ordinance flat buildings or apartment 
buildings with more than three apartments shall not be classed 
as private residences, and any steam boiler, generator, or other 
apparatus carrying other than city pressure in flat buildings or 
apartment buildings having more than three flats or apartments 
shall be subject to inspection as hereinbefore provided. 

" Provided also that any boilers for heating purposes only, 
in which the permit specifies that not more than 10 lb. of steam 
pressure to the square inch shall be carried, shall be known as 
* low-pressure boilers.' 

** After the next inspection of such boilers shall have been 
made, following the adoption of this Ordinance, inspection shall 
be made thereafter once in every three years. But all of such 
low-pressure plants may be inspected at any time thereafter, 
and without charge, with reference to the provisions for draught, 
complete combustion of fuel, and prevention of the dense emission 
of smoke. 

"Section 13. — Certificate; Record, — When an inspection of 
a boiler or boilers, tank or tanks, jacket-kettle, generator or 
generators, superheater or superheaters, or any apparatus under 
pressure has been made, and the same shall be approved by the 
Chief Inspector or Supervising Mechanical Engineer and Chief 
Deputy Inspector of Steam Boilers and Steam Plants, he shall 
make and deliver to the person for whom the inspection was 
made, upon the payment of the fees hereinafter mentioned, a 
certificate of such inspection, which shall contain the date of 
inspection, together with a general description, for what pur- 
pose used, the number of try-cocks, steam and water gauges, 
the pounds pressure at which they may be safely used ; which 
certificate shall be framed and put up in a conspicuous place in 
the engine or boiler room, and a record of the same shall be 
made and kept by said Board in a well-bound book or books, 
indexed alphabetically or by locality. But such certificate shall 
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not ' be a waiver of liability in the case of any prosecution for 
the making of dense smoke. 

" Section 24. — Salaries. — The salary of the Chief Inspector of 
Steam Boilers and Steam Plants shall be 3600 dollars per annum ; 
that of the Supervising Mechanical Engineer and Chief Deputy 
Inspector of Steam Boilers and Steam Plants, 3600 dollars per 
annum; and that of Smoke Inspector of Steam Boilers and 
Steam Plants, 2000 dollars per annum. There shall be appointed, 
in addition to the above-named officials, a Chief Clerk and such 
other assistants, inspectors, and employees as the City Council 
may by Ordinance prescribe and establish. It will be the duty 
of the Assistant Inspectors to report defects in furnaces and 
smoke-stacks, as well as in boilers, and it shall be the special 
duty of the Deputy Smoke Inspectors to report dense smoke 
emitted from chimneys, together with the probUble cause there- 
for, determined by them on investigation of the plants con- 
nected with such chimneys." 

The Smoke Ordinance of the city of Chicago came 
into effect on the ist May 1903, but has been amended 
several times since, and other amendments are expected. 

In dwelling-houses in Chicago very few ordinary fire- 
places are used, the houses being generally heated by 
furnaces. In most of these furnaces anthracite coal 
is used entirely, but in stoves used in smaller apartments 
inhabited by the poorer people the very cheapest soft 
coal is used. 

The fault found with the present Ordinance is the 
difficulty of securing conviction against railroad engines 
and steam vessels, as they have to be found committing 
the nuisance on three different occasions within ten days. 

The use of under-fed automatic stokers has been found 
to be the most effective manner of preventing smoke, 
and in old-fashioned furnaces the Inspectors have proved 
to the owners that if the stokers are careful only to put 
about two shovelfuls of coal on at a time, there is practi- 
cally no smoke. 

The first Ordinance issued in Chicago gave no length 
of time for the emission of smoke to become an offence, 
the whole matter being left to the discretion of the 
Inspector. Now, notices of violation of the Ordinance 
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are never sent out unless dense smoke has been seen 
issuing for more than five minutes. 

Copies of the Chief Smoke Inspector's Notice to violators 
of the city of Chicago Ordinance are annexed. 

CHIEF SMOKE INSPECTOR'S NOTICE. 

No. ._ Chicago, 190— 

To as proprietor, lessee, agent, or manager. 



Dear Sib, 

You are hereby notified that the following. 



owned and operated by : been reported by 

Inspectors of this Department as violating the city Ordinance 
regulating steam plants as to the emission of dense smoke. 
Unless the violations are promptly discontinued and steps taken 
to correct existing defects either of construction or opera- 
tion, prosecution will follow. The following violations were 
observed : — 

No 



No. 



No._ 



Provisions of Section 10, City Ordinance, regulating Steam 
and Potoer Plants, 

" Section 10. — The emission of dense smoke from the smoke- 
stack of any boat or locomotive, or from any chimney anywhere 
within the city, shall be deemed, and is hereby declared to be, a 
public nuisance ; but no prosecution for the emission of dense 
smoke shall be commenced, unless within ten days prior thereto 
at least three notices shall have been mailed to the offender that 
dense smoke has been seen emitted from his premises. 

" The owner or owners, lessee, agent, or manager of any boat, 
or locomotive, and the proprietor, lessee, or agent of any build- 
ing, factory, mill, works, or other establishment having smoke- 
stacks or chimneys, who shall permit or allow dense smoke to 
issue or be emitted from the smoke-stack of any such boat or 
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locomotive, or the chimney of any building, factory, mill, works, 
or other establishment having smoke-stacks or chimneys within 
the corporate limits to exceed three minutes (excepting in cases 
where the fire-box is being cleaned out or a new fire built 
therein, in which cases the limit shall be six minutes), in any 
hour of the day or night, shall be deemed and held guilty of 
creating a nuisance, and shall for every such offence be fined a 
sum of not less than ten dollars ($10.00) nor more than one 
hundred dollars ($100.00). 

" Prosecutions for all violations of this Ordinance by persons 
allowing dense smoke to issue from any chimney shall be 
brought by the Chief Smoke Inspector, in the name of the city 
of Chicago." 

Yours truly, 



Chief Smoke Inspector, 



State of Massachusetts. 

An Act of the Commonwealth of 1901, Chapter 427, 
provides for the abatement of the smoke nuisance. Its 
provisions are annexed, also those of Chapter 102 of the 
Revised Laws of Massachusetts of 1902, which were 
passed during the coal strike in Pennsylvania, when a 
large quantity of English coal was imported into Massa-* 
chusetts for general use, thereby increasing the smoke 
nuisance. It is stated, however, that these laws are now 
practically a dead letter, which may be attributed to the 
fact that smokeless anthracite coal is almost entirely 
used except for the production of gas. 

Smoke Nuisance, 

Act op 1901. 

Chapter 427. — An Act to provide for the Abatement of the 
Smoke Nuisance. 

" Be it enacted, &c., as follows : — 

"Section i. — The emission into the open air of dark smoke 
or dense grey smoke for more than five minutes continuously, or 
the emission of such smoke during 1 2 per cent, of any continuous 
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period of twelve hours, within a quarter of a mile of any 
dwelling, except under a permit granted as herein provided, is 
hereby declared a nuisance. 

" Section 2. — Whoever commits such nuisance, or suffers the 
same to be committed, on any premises owned or occupied by 
him, or in any way participates in the same, shall be punished 
by a fine of not more than 100 dollars for each week during 
any part of which such nuisance exists. 

" Section 3. — The Mayor of any city or the Selectmen of any 
town may, in January of each year, designate some proper 
person or persons who shall be charged with the enforcement of 
this law during the year in which they are appointed ; but such 
designation shall be subject to change at any time. 

" Section 4. — Any officer so designated may apply to the 
Supreme Judicial Court, or to the Superior Court, or to any 
Justice thereof, for an injunction to restrain the further opera- 
tion of any furnace, steam boiler, or boilers which are being 
operated in such a manner as to create a nuisance as herein 
defined, and the said Court or Justice may, after hearing the 
parties, enjoin the further operation of any such furnace, boiler, 
or boilers. 

"Section 5. — Permits for the production and emission of 
smoke in the manner described in Section i may be granted 
annually by the Mayor and Aldermen of cities or the Selectmen 
of towns to persons duly applying for the same. Every such 
permit shall be signed by the Mayor or by a majority of the 
Board of Selectmen and by the City or Town Clerk, and shall 
be recorded in the office of said Clerk. Such permit shall name 
the person, firm, or corporation to whom it is granted, and shall 
definitely and clearly describe the location and limits of the 
premises to which it applies, and shall remain in force until the 
ist day of May next ensuing, unless sooner forfeited or rendered 
void. 

" Section 6. — Notice of all applications for such permits shall 
be published at the expense of the applicant in the manner pre- 
scribed by Section 6 of Chapter 100 of the Public Statutes 
relative to applications for liquor licences. 

" Section 7. — If before the expiration of the ten days follow- 
ing the publication of the notice, as required by the preceding 
section, the owner of any dwelling within a quarter of a mile of 
the premises described therein gives written notice to the Board 
having authority to grant the permit that he objects to the 
granting of the permit, no permit shall be granted, unless said 
Board, after a public hearing of the persons interested, shall 
decide that no just ground for objection exists, or that the 
public good requires the granting of such permit ; but the 

G 
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granting of a permit shall not prejudice any right of damages 
which any person may have under the laws of the Common- 
wealth against the person or persons receiving the permit. In 
case a permit is granted after objection is filed, and without a 
hearing as aforesaid, or without proper advertisement as herein 
provided, the owner of any such dwelling may apply to the 
Police, District, or Municipal Court, or to any trial Justice 
within whose jurisdiction the premises are situated, for a hear- 
ing in the case ; and said Court or trial Justice, if it appears 
that said permit was granted without compliance with provisions 
of this Act, shall revoke the permit, and notice of such revoca- 
tion shall be sent to the Board granting the permit and to the 
person receiving the permit. 

** Section 8. — The Board granting the permit may establish 
fees for the issue of permits under this Act, not exceeding 
I dollar each, to be paid to the Treasurer of the municipality. 

" Section 9. — This Act shall not apply to the emission of 
smoke by locomotive engines or by brick kilns. 

" Section 10. — This Act shall take effect in any city when 
accepted by a majority vote of the City Council of the city, and 
in any town when accepted by a majority of the voters of the 
town meeting thereon at an annual town meeting." 



Smoke Nuisance. 
Chapter 102. — Revised Laws of Massachicsetts, 1902. 

"Section 122. — The emission, except by locomotive engines 
or by brick kilns, into the open air of dark smoke or dense grey 
smoke for more than five minutes continuously, or the emission, 
except as aforesaid, of such smoke during ninety minutes of 
any continuous period of twelve hours within a quarter of a 
mile of a dwelling, is hereby declared a nuisance, unless such 
emission is under a permit, which may be granted annually by 
the Mayor and Aldermen of cities or the Selectmen of towns. 

" Section 123. — Such permit shall be signed by the Mayor or 
by a majority of the Board of Selectmen and by the City or 
Town Clerk, and be recorded in the office of said Clerk. It 
shall name the person, firm, or corporation to whom or to which 
it is granted, and definitely and clearly describe the location 
and limits of the premises to which it applies, and shall remain 
in force until the ist day of May next after its date, unless 
sooner forfeited or rendered void. Notice of applications for 
such permit shall be published at the expense of the applicant 
in the manner prescribed by Section 14 of Chapter 100, relative 
to applications for liquor licences. The Board granting the 



Digitized by VjOOQIC 



FOREIGN LAWS 99 

permit may establish fees for its issue, not exceeding i dollar 
each, to be paid to the Treasurer of the municipality. 

" Section 1 24. — If before the expiration of the ten days 
following the publication of the notice the owner of a dwelling 
within a quarter of a mile of the premises described therein 
gives written notice to the Board having authority to grant the 
permit that he objects to the granting thereof, it shall not be 
granted, unless said Board, after a public hearing of the persons 
interested, decides that no just ground for objection exists, or 
that the public good requires that it be granted ; but the grant- 
ing of a permit shall not prejudice any right of damages which 
a person may have under the laws of the Commonwealth against 
the person receiving the permit. In case a permit is granted 
after objection is filed, and without a hearing as aforesaid, or 
without proper advertisement as herein provided, the owner 
of such dwelling may apply to the Police, District, or Municipal 
Court, or to a trial Justice within whose jurisdiction the premises 
are situated, for a hearing in the case ; and said Court or trial 
Justice, if it appears that said permit was granted without com- 
pliance with the provisions of this and the preceding section, 
shall revoke the permit, and notice of such revocation shall be sent 
to the Board granting and to the person receiving the permit. 

"Section 125. — The Mayor of a city or the Selectmen of a 
town may, in January of each year, designate some proper 
person or persons, who shall be charged with the enforcement of 
this section, the three preceding sections, and the following 
section during the year in which they are appointed ; but such 
designation shall be subject to change at any time. An officer 
so designated may apply to the Supreme Judicial Court, or to 
the Superior Court, for an injunction to restrain the further 
operation of any furnace, steam boiler, or boilers which are 
being operated in such a manner as to create a nuisance as above 
defined ; and said Court may, after hearing the parties, enjoin 
the further operation of such furnace, boiler, or boilers. 

** Section 1 26. — Whoever commits such nuisance as is defined 
in Section 122, or suffers the same to be committed on any 
premises owned or occupied by him, or in any way participates 
in committing the same, shall be punished by a fine of not more 
than 100 dollars for each week during any part of which such 
nuisance exists. 

"Section 127. — The provisions of the five preceding sections 
shall not be operative in a city unless they shall be, or the 
corresponding provisions of earlier laws have been, accepted by a 
majority vote of the City Council of the city, nor operative in a 
town unless they shall be accepted by a majority of the voters 
of the town voting thereon at an annual town meeting." 
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WDRTEMBERG. 



There are no special laws in Wiirtemberg for the 
regulation, restriction, or prevention of the emission of 
smoke. General regulations are, however, contained in 
paragraph 52, II., of the Law respecting edifices 
C'Bauordnung") of the 6th October 1872, which pro- 
vides that — 

" Flues (' Feuerungs-Einrichtungen *) and connecting 
structures must be fire-proof, and provided with special 
fire-proof walls (* Feuerwaenden *) and with a suitable 
chimney or funnel, by means of which the inhabitants of 
the neighbourhood may be secured from annoyance from 
smoke and soot." 

Paragraph 48 of the Official Regulations of the 23rd 
November 1882 (concerning the construction of flues) 
provides that — 

'* If the inhabitants of the neighbourhood suffer annoy- 
ance from smoke on account of the insufficient height of 
the chimney-stack, the authorities may prescribe an 
addition being made thereto on production of proof of 
such annoyance from smoke. 

"Business premises may be required to use smoke- 
consuming appliances should circumstances justify such 
a request being made." 

As to steam boilers, paragraph .20 of the Official Regu- 
lations of the 4th April 1857 provides that — 

" Steam boilers must be so constructed that, in heat- 
ing, the smoke shall be as far as possible consumed. '* 

The authorities granting licences to construct steam 
boilers are to be guided by paragraphs 18 and 24 of the 
Imperial Law of Industries (" Reichsgewerbeordnung ") 
as to the issue of Regulations for smoke-consuming 
appliances. 

The following clause is usually inserted in a licence 
to construct steam boilers : — 

" The owner of a steam boiler is required to see that 
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the fuel is as far as possible entirely consumed, and to 
endeavour to prevent smoke and soot by using fuel of 
proper quality and in proper measure, by suitable flues 
and by careful stoking, and he must further undertake to 
have such structural and other alterations made as may 
be from time to time required to attain the object in 
view/' 
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CHAPTER V 
SMOKE ABATEMENT 

Smoke Abatement in London — Coal Smoke Abatement Society — Smoke 
Abatement in Sheffield — Procedure under the Acts — Smoke Abate- 
ment in other Towns — Difficulties Involved — Smoke Abatement 
Associations. 

Smoke Abatement in London. — It was the poet Shelley 
who described the capital of the Nether World as — 

" A city much like London — 
A populous and a smoky city," 

and Prof. C. Koberts recently estimated that the canopy 
daily overshadowing London contained fifty tons of solid 
carbon, and two hundred and fifty tons of carbonic oxide 
gas, acids, and hydrocarbons. The city authorities, how- 
ever, resolutely refused to move in the matter, turning 
a deaf ear to all appeals. The nuisance was increasing 
at an alarming rate, and the polluted, poisoned atmos- 
phere was beyond description. 

To remedy this state of affairs the " Coal Smoke Abate- 
ment Society " was formed in 1898 to further the aims of 
those who desired a " Cleaner London." 

The sphere of action of this society was mainly limited 
to the Metropolitan area, and its objects were : — 

(a) To aid in enforcing, through the Local Sanitary 
Authorities, the existing law dealing with smoke nuisance 
which is contained in the Public Health (London) Act, 
1 89 1, and the Public Health Act, 1875. For this pur- 
pose it employs Inspectors to make observations of smoke 
nuisances which it reports to the proper authorities. 
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The number of such reports to the end of the year 
1903 was 5894. 

(b) To promote and encourage all voluntary efforts to 
abolish smoke from the flues of dwelling-houses, and to 
inquire into the best means of effecting this object. 

(c) To obtain evidence of the methods of dealing with 
smoke nuisances at home and abroad. 

(d) To publish information on questions relating to 
smoke nuisances, and the methods by which it may be 
abated, and for that purpose to encourage the organisation 
of exhibitions, and stimulate invention by the offer of 
prizes. 

(<?) To bring about the amendment of the present law 
where it is not efficient. 

The address of the President, Sir W. B. Richmond, 
in 1 90 1, ably outlines the aims and objects of the 
society. 

In the Report issued by the society for the year 1903, 
it was stated that 2000 observations of smoke pollution 
had been reported, which led to the detection of 1460 
cases of nuisance, and upon these observations 1278 
complaints were forwarded to the various Local Authori- 
ties within the Metropolitan area. Following these 
complaints 40 summonses were issued under the Acts, 
involving the offending firms in penalties and costs to 
the amount of ;£^I04, 15 s. In five cases prohibition or 
abatement orders were obtained, and in most of the others 
convictions were only escaped by the defendants obtaining 
adjournments, on an undertaking to abate the nuisance 
forthwith by installing effective smoke-preventing appli- 
ances. In many other cases no summons was issued in 
consequence of the offenders abating the nuisance on 
receipt of the preliminary statutory notice. 

As an example of the kind of work which still lay 
before the society, it was mentioned that no less than 572 
complaints had been addressed to West Ham Corporation 
without its having instituted a prosecution in a single 
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case, and in two of the cases the nuisance was so scan- 
dalous that the adjoining borough of Poplar, being speci- 
ally affected by them, issued summonses on the report 
of its own officers, and secured the conviction of both 
offenders. Fortunately, the law provides machinery for 
dealing with these derelictions of public duty, which it 
was hoped would prove to be within the power of the 
society to set in motion. 

With regard to the law as it stands, a valuable decision 
was obtained in the case of the St. James's Club. This 
club having been repeatedly reported, a summons was 
issued against it by order of the City of Westminster. 
The defendants pleaded they were a private dwelling- 
house within the meaning of the Act, and therefore not 
liable under the section. On this defence the magistrate 
decided in the defendants* favour, but consented to state 
a case for appeal. The appeal was duly lodged and heard 
in the High Court, with the result that the magistrate 
was overruled, and the club held to be liable. Seeing 
how frequently clubs are offenders in the matter, this 
decision was of considerable importance. 

In relation to the subject of fogs, the following extract 
from the Keport is of great interest. It had been the 
attitude of the society all along that although fogs cannot 
be prevented, it is possible to prevent their being black. 
It would now seem that that attitude has been too 
modest. According to Captain Carpenter's Report to the 
Meteorological Council on the London Fog Inquiry, not only 
are the worst London fogs made what they are by smoke, 
but many of lesser intensity consist of smoke and almost 
nothing else. In his summary of observation, he says: 
'* It was soon found that light fogs largely attributable to 
smoke were permanent, or at least of daily occurrence in 
some parts of London in the winter. From the summit 
of St. Paul's Cathedral, or of Westminster Tower, for in- 
stance, the average limit of visibility between December 
20th and March 1 7th, in twenty-five ascents, made as a rule 
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between 2 p.m. and 3 p.m., was only half a mile, and the 
maximum limit of vision i J miles. It was not till March 
3rd that one of these elevated points was dimly visible 
from the other. The obscurity was most certainly due 
chiefly to smoke, for out of the twenty-five days on which 
ascents were made only nine can be legitimately classed 
as days of fog.'' With regard to certain observations at 
Kew, he says : '* It stands somewhat low in the list of 
frequency, partly owing to its comparative freedom from 
general smoky surroundings" (the society's successful 
action in securing this comparative freedom will be re- 
membered), " and partly also to no observation being 
taken at night. Notwithstanding its comparative immu- 
nity from smoke, the damage done to the shrubs during 
a smoky fog is enormous." 

Dealing with the atmospheric conditions conducive to 
fog, he explains that there is a certain meteorological 
state which " collects the smoke and causes that peculiar 
darkness called ' high fog,' which sometimes ends in rain, 
but more often causes a dark smoky fog to settle here and 
there over our city." The causes of fog he classifies as 
three, and explains that " any of these fogs may become 
permeated by smoke, and the fog particles becoming 
coated with oily hydrocarbons, are then impervious to 
the evaporating power of the sun's heat, and may drift 
long distances, but they slowly settle on ground, houses, 
and clothes, and are inhaled by all living creatures and 
plants. ... On December 20th, when a fog had just 
cleared off before a rising wind, it was noticed from the 
top of Westminster Tower that the smoke lay flat over 
the houses like a dirty counterpane." 

Finally, he concludes that smoke is the cause of all 
dense fogs, and sums up as follows: — 

" From the experience gained on the study of the fogs 
during the past winter, I am convinced that but for the 
mixture of smoke particles, no fogs in London would 
attain the density T. (thick), and probably only two or 
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three in the winter would reach a density (M.) moderate. 
Fog certainly hinders river traflSic, but it hinders railway 
traffic less and street traffic hardly at all. But a thick 
fog, black or yellow, with unburnt products of combus- 
tion, means an arrest of all traffic, danger to health and 
life, and a destructive agent to all property, whether 
buildings, goods, or vegetation. Our river from Deptford 
to a few miles below Gravesend teems with the greatest 
shipping trade of London, and it is this very portion 
which is practically under a continuous fog brought about 
by hundreds of great chimneys belching forth smoke. It 
is not, perhaps, for me to argue here why the great 
factories are allowed to vitiate the atmosphere to this 
degree when smokeless coal and smoke-consuming furnaces 
are readily available ; but one silently wonders that the 
pockets of the factory owners should be considered to the 
detriment of a shipping interest which is world-wide." 

In face of this able official report it can no longer 
be pretended that the typical London fog is not pre- 
ventable. 

Smoke Abatement in Sheffield. — There are upwards 
of 2000 factory chimneys in Sheffield; 1300 serve 
various kinds of metallurgical and other furnaces, the 
remaining 700 serve steam boilers only, or boilers and 
furnaces, so that at the very least there will be 3000 
furnaces and boilers making smoke, very many of them 
day and night ; for many of the chimneys serve six and 
more boilers and furnaces each. It is impossible to 
imagine the state of the atmosphere some years ago, for 
the chimneys were allowed to belch forth dense volumes 
of black smoke for as long as they liked. Sir W. C. Leng, 
the editor of the Sheffield Daily Telegraph, who had suc- 
cessfully championed many a cause, turned his attention 
to the smoke question, and suggested practical steps to 
be taken to abate it. Sir J. E. Bingham joined him in the 
crusade. The result was the formation of the Sheffield 
Smoke Abatement Association. An Inspector was ap- 
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pointed who made many observations ; the worst offenders 
were prosecuted, penalties were imposed, and Magistrates* 
Orders made to abate the nuisances. This action on the 
part of the Association caused quite a consternation in 
the city, not only amongst the smoke makers, but . 
amongst the members of the Local Authority. But it 
continued its work, which was greatly appreciated by the 
public; in fact, public opinion was so aroused on the 
question that it awakened the Local Authority to a 
sense of their duty which resulted in the appointment of 
a second Smoke Inspector in 1 890, making two for the 
whole city, and in 1 894 a third was appointed. The Inspec- 
tors appointed were practical engineers who had had long 
experience amongst various kinds of boilers and furnaces. 

Procedure, — In 1890 the new Inspector very quickly 
found it to be general for the chimneys to emit black 
smoke for from twelve minutes to as much as thirty 
minutes in the hour, and abatement notices were served 
for emissions lasting over fifteen minutes, which was then 
considered a little too much in the hour. 

A number of observations were made on the worst 
offenders. The works were visited to ascertain what the 
chimneys served, whether boilers or furnaces, or both, the 
construction, the kind of appliances attached, and the 
system of working; suggestions were made for im- 
provement, and very exhaustive and practical tests were 
conducted, by which the amount of smoke necessary for 
the actual and economical working of the said furnaces 
under various conditions was proved conclusively. These 
visits to the works very quickly resulted in the diminution 
of the emission of black smoke, for after the tests the 
firemen were told very plainly what the consequences 
would be if they made unnecessary black smoke, and, 
believing the Local Authority to be in earnest, they worked 
the furnaces with more care. 

The recorded average of minutes of black smoke per 
hour per chimney previous to 1890 was ten minutes, but 
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very few observations were made compared with the 
observations made after 1890. The total number of 
observations made in 1 890 was 601 3. The total number 
of minutes during which black smoke was emitted was 
42,091, and the average duration of black smoke was 
seven minutes in the hour. The Local Authority pro- 
ceeded under the Public Health Act, 1875, ^^^ ^^ ^^^ 
information obtained by the tests it was deemed advisable 
to pass a resolution of the Council fixing the working 
limits ; anything beyond these was considered a nuisance 
against which legal proceedings would be taken to procure 
an abatement. 

Limits.— A single boiler is allowed two minutes of black 
smoke in the hour ; two boilers, three minutes in the hour ; 
three boilers, four minutes in the hour ; and four boilers 
and over, six minutes in the hour. Also if a chimney 
serves one boiler, and one or more metallurgical furnaces, 
six minutes of black smoke are allowed in the hour. If 
a chimney exceeds the limit allowed, the works are 
visited, and all the particulars relating to the cause are 
obtained, and the chimney is reported to the Health Com- 
mittee, who order a statutory notice of abatement to be 
served. This notice is as follows : — 



CITY OF SHEFFIELD. 

Public Health Act, 38 & 39 Vict., Chap. 55. 

Health Department, Town Hall, Sheffield, 

To Sheffield, in the said city, the 

occupiers of the premises hereunder described. 

Take Notice : That under the provisions of the Public Health 
Act, 1875, the Lord Mayor, Aldermen, and citizens of the city 
of Sheffield, acting by the Council as the Sanitary Authority of 
the said city, being satisfied of the existence of a nuisance 

at arising from a certain chimney (not being the chimney 

of a private dwelling-house) sending forth black smoke in such 
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quantity as to be a nuisance, do hereby require you within 



from the service of this Notice to abate the same, and for 

that purpose to (the end of the sentence always being) 

" and take such other measures as are necessary to abate the said 
nuisance^ If you make default by not complying with the 
requisitions of this Notice, or if the said nuisance, though 
abated, is likely to recur, a summons will be issued r,equiring 
your attendance to answer a complaint which will be made to a 
Court of Summary Jurisdiction for enforcing the abatement of 
the nuisance, and prohibiting a recurrence thereof, and for 
recovering the costs and penalties that may be incurred 
thereby. 

Dated this 190 — . 



Inspector of Nuisances for the City of Sheffield, 



Inspectoi'^s office hours, 9 to 10, and 5 to 6. 

Life of Notice, — Six months is the life of the Statutory 
Smoke Abatement Notice, and during that period pro- 
ceedings may be taken against the users of a chimney on 
whom a notice has been served if the nuisance is not 
abated. 

It is a very frequent occurrence for a nuisance to be 
abated forthwith after the serving of a notice, to continue 
to be abated for the whole of the six months, and then 
to be renewed, often in a more intense form than before 
the notice was served. The explanation is, the fireman 
knows the notice expires after six months, and that 
before proceedings can be taken another notice must be 
served, so he can be careless in stoking and yet run no 
risk of trouble. It would prove a great advantage all 
round if the life of the notice was extended to twelve 
months or even two years. 

When the time specified in the notice for doing the 
necessary work has expired, further observations are made, 
and if the nuisance is not abated, about three observa- 
tions are taken, the last one by two Inspectors, for cor- 
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roboration in court. After the observation, the two 
Inspectors visit the works to obtain all particulars of 
what has or has not been done since the notice was 
served. 

The case is reported to the Health Committee with 
all the relative facts for and against, and an instruc- 
tion by resolution is given to the Town Clerk to take 
proceedings. 

A statement is prepared for the Town Clerk, containing 
all the facts in connection with the said nuisance, and 
invariably a chart showing in columns the amount of 
smoke made on different days during three or iriore 
years prior to the service of the notice in question. 
This chart shows at a glance, by the majority of observa- 
tions being below the limit line, that there is no necessity 
to exceed the limit allowed. An Assistant Solicitor in 
the Town Clerks Department opens the case very briefly. 
The Inspector is called to swear to the observations made, 
and also to testify that the nuisance is not necessary. 
The defending solicitor frequently calls into question the 
colour of the smoke. When the Inspector swears it was 
black, the solicitor asks, " What is black smoke ? " To 
this the Inspector usually answers, " Smoke the colour of 
coal, and opaque two feet from the top of the chimney." 
Even this answer often leaves doubts in the minds of the 
magistrates as to whether it was dense brown or some 
other colour which is outside the Act. As already ex- 
plained, the word Uack ought to be deleted, where- 
upon prosecutions would result in more satisfactory 
results. 

There being, in most cases, practically no defence, 
small fines are imposed in some instances, and Magistrates' 
Orders made to abate. 

Life of Order, — There is no life limit fixed by the 
Public Health Act, 1875, for a Magistrate's Order. It is 
reasonable to proceed against the user of a chimney for 
disobedience to an order any time during three years 
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from the date of the said order. Very often for two 
years after the making of an order there is no nuisance, 
then a recurrence takes place worse than before. In 
such cases, the Inspector proceeds as in the case of 
disobeying a notice, and proceedings are taken. If the 
defendant cannot prove, to the satisfaction of the Bench, 
that he has done everything practicable to comply with 
the abatement order, the court has no option but to impose 
a daily penalty during default, which may be one shilling 
or one pound, under the Public Health Act, 1875, ^^ fi^® 
pounds per day under the Sheffield Corporation Act of 
1900. If the order is again disobeyed, further pro- 
ceedings may be taken, with like penalties. Between 
6000 and 7000 observations for one hour each are made 
yearly. In 1890 the average duration of black smoke 
in the hour was 7 minutes; in 1892 it was reduced to 
2.8 minutes per chimney per hour; later it fell to 2.2 
minutes, which average has been maintained, with very 
slight variation, up to 1903. 

This is a greater reduction of the nuisance than the 
figures at first sight would indicate, when it is re- 
membered that Sheffield is one of the busiest, if not the 
busiest workshop in the world, and that the driving- 
power required for presses, armour-plate, and other 
mills, amounting to many thousand horse-power, is very 
intermittent. 

Penalties from ten shillings to sixty shillings were 
imposed on a few offenders. In the great majority of 
cases no fines were imposed, but only an order made 
to abate, which the defendants were often willing to 
consent to, expecting the matter to end there. The 
quickest way to abate nuisances, and to prevent their 
recurrence, is to impose heavy penalties. 

Bookkeeping, — The pocket-book for entering the obser- 
vations in the street should be of convenient size, and 
each folio numbered for easy reference, especially in 
court. 
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Copy of entry of observation : — 

April 2 2, 1904 

Messrs. A. B. & Co. 

X Street 

2 h. 15 m. — 3 h. 15 m. 

FoROE Chimney 

h. m. h. m. 

2 15 — 2 20 5 minutes 

2 33 — 2 36 3 »» 

2 51 — 2 S5 4 „ 

3 8 — 3 10 2 „ 

Total duration of black smoke emitted in the hour, 14 
minutes. 

Smoke Lisjjectors Record Booh — The whole of the 
observations are entered into the Kecord Book, thus: 
Date of observation; hour of observation; owner or 
occupier ; situation of premises ; duration in minutes of 
black smoke at each firing and total in the hour ; date 
of notice to alter; number of chimney; and remarks. 
Each folio is numbered, and the minutes and chimneys 
on each totalled and carried forward to the end of the 
month for the Monthly Keport. 

iTidex Book, — Each page of the Index Book is numbered. 
A number is given to each chimney. On the numbered 
page the name and address of the owner of the chimney 
are entered, and all the observations made on a chimney 
are recorded thereon, viz., the number of the page in the 
Record Book, and the total number of minutes during 
which smoke was emitted during the observation. This 
makes reference to any observations in the Record Book 
very simple and easy. 

Smoke Abatement in other Towns. — A number of 
other towns have fixed time-limits for observing chimneys, 
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varying from half-an-hour to five hours. They have 
also decided on the maximum duration of black smoke 
in minutes per hour allowed during the time fixed for 
taking observations. This varies from one minute to 
fifteen minutes in the hour. 

Difficulties Involved in Smoke Abatement. — Opposi- 
tion to smoke abatement comes from all quarters, even 
from the most unexpected. It is quite natural to expect 
it from those who are directly or indirectly interested 
financially. A large proportion of the opposition en- 
countered by inspectors in the discharge of their duty 
comes, however, from the working class itself, and is 
prompted apparently by sympathy with the firemen 
and others responsible. In many cases warnings are 
conveyed to the offenders of the inspectors visit, and 
in other ways he is hampered and impeded in his 
work. 

Smoke Abatement Associations. — It is impossible to 
approximate the amount of excellent work done by these 
associations, and the benefit of a purer atmosphere obtained 
through their efforts. They have abated nuisances, 
awakened Authorities, pressed them to move in the 
matter, and proved themselves public philanthropists, 
and for this they very much deserve the public thanks. 
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CHAPTER VI 

SMOKE FROM BOILERS, FURNACES, AND 
KILNS 

Causes of Boiler Smoke — Science and Art of Stoking — Annealing Furnaces 
— Hardening Furnaces — Sheet-mill Furnaces — Special Armour-plate 
Hardening Furnaces — Reheating Furnaces — Open Kilns — Temporary 
Kilns — Permanent Kilns— Coke Ovens. 

It is beyond the scope of the present work to deal 
in detail with the various types of boilers in use. The 
subject is a wide and highly technical one, upon which 
some standard work should be consulted by those who 
desire to obtain further information. That under normal 
conditions of firing, dense smoke is entirely preventable, 
is a fact upon which practically all authorities are now 
agreed. Hence the first step to be taken to prevent the 
emission of such smoke from boilers is to discover the 
causes to which it is due, and, if possible, remove them. 

Causes of Boiler Smoke. — A fruitful cause of smoky 
boilers is deficiency in boiler power. A plant which 
suflSces for the original installation will fail to supply any 
increased demands that may be made upon it after- 
wards, and if such a plant be forced beyond its capacity, 
smoke will often result. Faulty construction is another 
cause of smokiness ; the boilers may be badly set, the 
flues too small, or the chimney too short. This means 
a poor natural draught, and this is responsible for smoke. 
The boiler ought to be properly set, the flues large, the 
chimney tall, and provision be made that the fireman 
can see the top of the chimney from the boiler front, 
so that if smoke is made he can quickly take steps to 
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prevent its continuance. If dirty small coal or coal dust 
is used there is often a diflSculty in burning it, and to 
prevent smoke with this class of fuel is very hard. 
Good fuel is not only the best for preventing smoke, but 
the best from every other point of view. 

Science and Art of Stoking. — Until a few years ago 
strength and the ability to use a shovel were considered 
the only qualifications necessary for a stoker. They 
are still essential, but not in themselves sufficient ; for 
efficient stoking requires a considerable amount of skill. 
Stoking consists of so feeding the fires with coal that no 
combustible matter shall escape into the atmosphere, 
which is no easy task even when working under the best 
conditions. It is also necessary to keep the boiler well 
supplied with water to prevent very serious consequences, 
and to generate the amount of steam required, which 
is often more than can be comfortably done. The work 
of a -stoker also entails looking after one and often more 
engines, and in many instances, doing various kinds of 
repairs, so that it is more important than some people 
imagine, as it requires strength, intelligence, and good 
judgment, for an error of judgment may result in the loss 
of many lives. 

Number of Boilers, — No other work of any kind ought 
to be added to stoking. It takes the stoker away from 
the boilers, which is dangerous, for there is a great 
liability of his staying away too long. Four Lancashire 
boilers of ordinary size are too many for one fireman to 
fire as they ought to be fired. It is very general for one 
man to have charge of three boilers, which are sufficient 
if worked up to anything like their capacity. Many 
have two and a half when there is an installation of five 
or ten boilers, and many are responsible for the working 
of two boilers only, which is by far the best arrangement 
not only for the man but for the master, since a man 
who has too many boilers to fire cannot do his work in 
the skilful way it deserves, and the difference between 
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skilled and unskilled stoking will easily account for 
20 per cent, of the coal bill. 

Firing. — When lighting up a boiler it is necessary 
to exercise very great care to prevent excessive smoke. 
Some smoke must be made even with the greatest of 
care until there is sufficient heat in the fire-box to 
consume the gases. Heavy firing under normal condi- 
tions is too general. Putting on three times more coal 
at one firing than ought to be put on is popular because 
it means less work lasting longer, and to prevent smoke 
under such a system, and with an absence of air, is 
impossible. To fire one side of the furnace lightly, and 
allow a little time before the other side is fired for the 
incandescent fuel to burn the gases, is an excellent 
system; or to put the fuel in the front of the furnace 
to coke and then push it back will produce good 
results. 

Air Admission, — Boiler-makers put grids or circular 
openings in the furnace doors to admit air, but these are 
often shut, sometimes purposely, and sometimes rendered 
useless because they have become clogged with dirt; 
and frequently the men in charge will express surprise 
when informed they were put on to let in air. Some- 
times, however, they will explain that they close them 
because "air does harm to the boiler," a belief far 
more widespread than warranted. The admission of air 
to the furnace after a fresh charge of coal is absolutely 
necessary. 

Quantity. — The class of coal, amount put on the fire, 
atmospheric conditions, &c., determine the quantity of air 
necessary, and to find out how long a time it should be 
admitted after a fresh charge, it is necessary to find out 
whether all the combustible gases have been consumed, 
so that nothing but incombustible gases are emitted 
from the chimney. The length of time of air admission 
necessary to do this will fix the quantity of air required 
for a given quantity of coaL 
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Hot versus Cold Air, — Either hot or cold air will, if 
admitted at the right time and place, ignite the gases. 
There are many advocates for either, and each claims the 
one to be better than the other. Cold air may for a 
moment reduce the temperature of the furnace, but 
combustion takes place quickly and the temperature is 
increased. There is also a great deal of unnecessary alarm 
about the damage it is said to do to boilers, if the life of 
a boiler which has been subjected to this treatment is to 
be taken into account. It is diflScult, moreover, to heat 
the air to a temperature anything approaching ignition 
point before admitting it to the furnace. 

Where the Air should he Admitted, — If the air be 
admitted through the door by grids, or through the 
dead-plate by a valve, there is the possibility of a proper 
degree of admixture with the gases and of combustion 
taking place wholly in the furnace. If admitted only 
between the grate-bars, air ceases to enter the furnace 
when the bars become dirty and covered with clinker. 
If let in at the bridge, the air meets the gases when 
entering the tubes after leaving the furnace, and great 
difficulty is experienced in consuming the smoke when 
once made, though it is an easy matter by a plentiful 
supply of air at the place in question to thin the smoke, 
and thus send it out of the chimney in a less dense form 
than it would otherwise be. It is impossible, without 
considering the conditions of working, to say which place 
of admission is the best, for if the furnace gets a sufficient 
supply at the proper time, smoke will in any case be 
prevented. 

Stokers, — There are various classes of stoker, from the 
experienced and intelligent workman who takes a pride 
in his work, and is a very profitable servant, as anxious 
as any one else to prevent a nuisance, to those of whom 
it may be fairly said that they have had little or none of 
the necessary experience. It is a frequent occurrence for 
masters and managers to put utterly inexperienced youths 
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or labourers to work at stoking, and many of them do 
admirably considering the difficulties of the work, while 
others get through their work in a slovenly fashion, and 
are constantly getting their employers into trouble. Ex- 
perienced stokers receive as much as 28s. per week ; they 
are special men, and are often worth even more to their 
employers ; 24s. per week is considered a very good wage 
for the work they have to do, but the great majority get 
little over 20s., and even less. If employers would pay 
higher wages, they would unquestionably create a better 
class of stoker ; the extra money would be a good invest- 
ment, the return being a smaller coal bill and fewer 
repairs. Prejudice on the part of the workman is an- 
swerable for a good deal. Even when the employer 
provides the most modem plant, and attaches to the 
boilers an admirable appliance which has been proved 
most efficient, the workman frequently manifests great 
antipathy to it, and will prophesy failure, taking care in 
innumerable cases to justify his opinion. He can, if he 
desires, make a second-rate appliance do exceedingly 
well, or he can make the best machine on the market 
a complete failure. When an employer has provided 
everything essential for the prevention of smoke, if 
smoke is made, it is unjust to proceed against the em- 
ployer, and further encourage carelessness in stoking. 
Proceedings ought to be taken against the stoker, and 
when carelessness is proved a heavy fine should be im- 
posed, and even imprisonment. Such a penalty would 
help ' considerably in the direction of smoke preven- 
tion. 

Annealing Furnaces.— This class of furnace is used to 
temper steel and other metals. The temperature of the 
furnace varies according to the requirements of the articles 
to be annealed. They are heated to the desired tempera- 
ture, and then allowed to cool slowly. In some furnaces 
where a low temperature is required, and very light 
material is exposed to the flame, black smoke is essential 
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as an envelope for the articles to prevent decarburisation 
and burning, and some smoke must unavoidably be 
emitted from the chimney because the temperature of 
the furnace is never sufficiently high to produce complete 
combustion. 

In the large furnaces which are used for heavy work 
the temperature is higher, and with care in stoking there 
will be less smoke emitted. 

When wire, &c., is put intQ metal boxes for annealing 
and placed in the furnace, there is less liability of burn- 
ing, and no need to exclude all air from the furnace by 
shutting a blank door directly after firing, and emitting 
black smoke. If fired lightly and a little air let into the 
furnace, the annealing is perfectly satisfactory, and very 
little smoke is emitted. 

Some owners of annealing furnaces have discontinued 
the use of coal, and are working their furnaces with gas. 
It is quite suitable for the process, being economical and 
producing no smoke, but very great care must be taken 
to prevent the burning of the steel, especially in furnaces 
used for very light work. Even in these, however, the 
heat can be regulated so accurately as to meet all the 
requirements. 

Hardening Furnaces. — These furnaces are very similar 
to annealing furnaces. They are of various sizes, and are 
worked at various temperatures for hardening saws, files, 
springs, and other descriptions of steelware. When the 
articles are heated to the necessary temperature, they are 
cooled quickly by being plunged into oil. 

A hardener of thirty years' experience declares that 
black smoke is necessary, for if air is admitted into the 
furnace it spoils the steel. The class of hardeners repre- 
sented by this man nevertheless often allow air to enter 
the furnace. When the door of the furnace is partly 
burnt away less smoke is made, and the steel is not spoilt. 
If their attention is, however, called to the fact, they at 
once stop the air admission, and there is a recurrence of 
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an unnecessary nuisance, simply in deference to a silly 
superstition which prevails among them. 

Other hardeners who have had equal experience in 
working all sorts of furnaces admit that they ought to be 
fired lightly, and a little air admitted after firing, where- 
upon there will be very little smoke, while the air will 
not, in the slightest degree, interfere with the process of 
hardening. Many furnaces are worked on this system 
with the most satisfactory results. 

Sheet-mill Furnaces. — When these furnaces are used 
for what is called "finishing" — that is, for reheating 
very thin sheet-steel for pens, watches, &c. — a lot of 
smoke is produced, as the temperature of the furnace 
must be low, or burning will result. In processes like 
this smoke is unavoidable, and to stop it would impede 
the trade, unless means are adopted whereby it is con- 
sumed after leaving the furnaces. 

Special Armour-plate Hardening Furnaces. — The 
hardening of armour-plates is a special process ; the fur- 
naces are very large, and capable of holding plates weigh- 
ing from twenty to forty tons or more. They are fired 
heavily, while air, if admitted, would, it is claimed, in- 
jure the plates. The chimneys, of which there are often 
a group, are about 30 feet high, and when several furnaces 
are fired simultaneously, the dense volumes of smoke 
emitted for long periods fill the whole district, and pene- 
trate the streets and houses, even when the doors and 
windows are shut, making the whole neighbourhood unfit 
for human habitation. If the process demands the making 
of the smoke, and it is impracticable to consume it after 
it has done its work in the furnace, chimneys ought not 
to be allowed to emit it at a height of 30 feet, but should 
be compelled to discharge it from heights of not less 
than 150 or 200 feet. Similarly the smoke which is 
unavoidable in annealing, hardening, and sheet-mill fur- 
naces ought to be emitted at a higher altitude than 2 5 
or even 30 feet. 
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Reheating or Muffle Furnaces. — There are many 
kinds of furnaces which come under this head, and are 
named after the kind of work they do, as plate-furnaces, 
gun, ingot, billet, ball, fire, rod, spring, and air furnaces, 
and others used for special processes. 

In general this class of furnaces is worked at a much 
higher temperature than the furnaces previously described, 
which make it much easier to prevent smoke. A few of 
the large furnaces, and a few of the smaller types used 
for reheating ingots, plates, &c., to be pressed or rolled, 
are now worked with gas, with greater heat, better regu- 
lation, more economy, and no black smoke. 

Working of Furnaces. — It is very rarely that, when 
constructing furnaces, smoke prevention is taken into 
consideration. They are built specially for the work 
they have to do. Smoke prevention ought to receive 
consideration in construction, but the working of furnaces 
is more directly responsible for the making or prevention 
of smoke than their construction. A furnaceman is re- 
sponsible for the furnace, and for maintaining the tempera- 
ture required for rolling and forging. When a furnace is 
re-charged with cold steel, the temperature is reduced 
considerably below the ordinary working temperature. 
This is often an advantage when charging high carbon 
steel, for if the ingots were put into a very hot furnace, 
" cracking " would result. When the furnace has been 
charged, a boy engaged in general work in the mill is 
usually told off by the furnaceman to fire up. He puts 
about four times more coal on than he ought, shuts the 
door, which is a blank one, and the result is from ten to 
fifteen minutes of black smoke. The next firing in all 
probability is put on by another boy or man (who works 
in the mill, as these odd hands are expected to do the 
firing of all the furnaces amongst them), with similar 
results. The furnaceman occasionally fires the furnace, 
but nearly always it is done by the mill hands. There 
is no fireman whose special duty it is to fire the furnace 
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or furnaces, subject to the supervision of the furnaceman, 
hence the boys and men who have to do the firing in 
addition to their own work are compelled to put on heavy 
fires to secure time for their ordinary work. This not 
only creates a smoke nuisance, but entails a great waste 
of fuel. 

When a fresh charge is made in the furnace, there 
ought to be light and frequent firing, and a little air 
admitted into the furnace at each firing. The necessary 
heat is thus quickly generated, heats are got out quicker, 
less coal is consumed, and very little smoke made. 

A firm of steel manufacturers who had a number of 
reheating furnaces decided to experiment on the lines 
suggested. An experienced fireman was put in charge of 
four furnaces to fire. They were fired lightly and often, 
the heats were ready for getting out in less time than 
under the old system, much less coal was burnt, and, 
with the exception of a little smoke when the tempera- 
ture of the furnaces was low, just after charging, there 
was no smoke made that any reasonable exception could 
be taken to. After a month's experiment the firm was 
so satisfied with the results that instructions were given 
to work all the furnaces on the new system. Other 
manufacturers might safely follow this example, admit a 
little air intQ their furnaces to cause complete combustion, 
and yet not have the slightest fear of injury being done 
either to the steel or to the furnace. 

It is quite patent that the greater proportion of smoke 
made by all kinds of furnaces is unnecessary ; it is a pre- 
ventable nuisance, and ought to be stopped. To prevent 
it a new departure will have to be made, such as the 
employment of experienced firemen to take charge of 
two or more furnaces, according to size, and to be held 
responsible for the heat of the furnace and for the pre- 
vention of smoke. 

In 1897 Dr. Harvey Littlejohn, Medical OflScer of 
Health for the city of Sheffield, published a Report on the 
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Causes and Prevention of Smoke. He asked Professor 
Ripper, the Principal of the Technical College, SheflSeld, 
to give his views on the smoke question, and they were 
published in the Report. Professor Ripper said that the 
question of smoke from the various metallurgical furnaces 
was a difficult question, but there were encouraging signs 
that the present form of furnace was likely to give way 
to a superior type, at least in some departments of such 
work. The new form of Siemens gas furnace has already 
been successfully applied on a large scale in England, 
Belgium, France, Spain, and Italy. There are several at 
work in the Sheffield district, and the results obtained 
have fully realised expectations. It can be readily used 
for producing either a reducing, oxidising, or neutral 
flame, as required, together with complete absence of 
smoke. 

It is hardly likely that manufacturers will be induced 
to demolish their existing furnaces and substitute the 
new Siemens furnace, at a large initial cost, with the sole 
object of preventing smoke, but a more powerful induce- 
ment will undoubtedly lead to such a change in the near 
future, if the economy effected by the new furnace is any- 
thing like what it is stated to be. One Siemens furnace 
usually replaces two ordinary coal-fired furnaces, and the 
saving effected with one such furnace, heating twenty tons 
of iron piles per twelve hours, is said to amount weekly 
to a reduction in waste of iron equal to £30, and saving 
in coal per week £1$, the total saving per year of forty 
weeks amounting to ;6^i8oo. 

The approximate cost of such a furnace is £6oOy so 
that with such inducements to improve upon the present 
type of furnace there is a reasonable prospect that a re- 
duction in the amount of smoke made from this source 
may be hoped for in the near future. 

If such inducements will not suffice to make manu- 
facturers take practical steps for the abolition of smoke 
from metallurgical furnaces, the law might be put in 
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motion. The time has now arrived when action ought 
to be taken against unnecessary furnace smoke, although 
there will doubtless be a very strong and fierce opposition 
to this, as there was in the case of boiler smoke years ago. 

The same policy could be pursued as has been, and is 
now being pursued with such satisfactory results with 
regard to boiler smoke, viz., to find out how much smoke 
is absolutely necessary for the working of a particular 
class of furnace, and to proceed against those responsible 
for the smoke made in excess of this. 

Open Kilns.— There are still a large number of open 
brick kilns in use surrounded by dwelling-houses. They 
are neither costly nor complex in construction; each 
consists of a brick building varying from 20 feet long by 
I 5 feet wide and 1 2 feet high, open at the top, and pro- 
vided with about twenty firing holes about a foot from the 
bottom. When the kiln is charged with bricks a layer 
of coal dust is put on the top, and the fires, which are 
open ones, are lit at the bottom. The smoke works its 
way between the wet bricks at the bottom of the kiln 
until it forces itself out at the top, and volumes of dense 
black smoke are sent off continuously for three or four 
hours, until sufficient heat has been generated in the kiln 
to consume it. This cannot be prevented, and is repeated 
every time the kiln is relit with a fresh charge of bricks. 

Temporary Kilns.— There are a number of kilns put 
up to work for periods of one to three years. A field is 
purchased for building purposes, and millions of common 
bricks are required for inside work A kiln is therefore 
erected, the clay from the excavations is made into 
bricks and burnt in the kiln, and so a nuisance is 
created. Invariably such kilns are in close proximity 
to dwelling-houses, the inhabitants of which complain, 
but are told that they possess no remedy. 

Permanent Kilns. — If these kilns are required to be 
permanent, the Local Authorities seldom interfere. In one 
case a desire to do something was evinced as a result of 
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public pressure. A brick company had worked out their 
clay with open kilns in a moderately populated district, 
and had been a nuisance for twenty years. They then pur- 
chased land in the centre of a densely populated district, 
put up a big open kiln, and commenced brick making and 
burning. The people in the district were so indignant 
at this infliction that they sent a petition to the Local 
Authority, with threats if action was not taken to end the 
nuisance. The Local Authority asked the company to 
replace the open kiln with a modern smokeless kiln, to 
which the company replied that the clay was of such a 
peculiar nature that it would take them four or five years 
to work up the clay to make sufficient room for a con- 
tinuous kiln, and even if they put one down at a great 
cost they would not have sufficient trade to keep it 
going. The nuisance went on year after year, the Local 
Authority took no further action, and the people were 
almost smothered with smoke. 

An improved barrel up-and-down draught continuous 
kiln, the patent of Sercombe & Co., Leicester, has been 
devised to prevent smoke. In the single system there 
are from three to seven chambers, and in the double 
system there are from seven to sixteen chajnbers. The 
draught is a continuous one, from or to the top, and 
through all the chambers, produced by a tall chimney 
taking off the fumes of combustion and securing a 
uniform h^at. The fires are accessible, under control, 
are lightly fed with coal dust, and perfect combustion is 
the result. 

This class of kiln is becoming very popular, and the 
makers claim to save 80 per cent, of coal compared 
with that used in kilns of other patterns, such as round 
kilns, Scotch kilns, and clamps or open kilns. 

In these continuous kilns the burning, the drawing, 
and the filling go on at the same time, which makes the 
kiln far superior in every way to the old-fashioned types 
which have to be lit up before and let out after every 
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burning, causing a quantity of smoke for hours after 
lighting up. This kind of kiln has practically solved 
the smoke question, so far as the burning of bricks 
and other material are concerned. 

There are now hundreds of kilns working of the class 
named, which are not only practically smokeless, but 
turn out more and better work in a given time. This is 
a positive proof that the emission of volumes of smoke 
for hours together in the burning of bricks, &c., is quite 
unnecessary. During the last few years in Sheffield, 
through pressure being put upon the owners of kilns, 
the old kilns have in a number of instances been 
abolished, and the modern kiln substituted, with re- 
markable results, especially from a smoke abatement 
point of view. 

Coke Ovens. — Damage has been known to occur to 
crops by smoke and fumes from coke ovens At Barns- 
ley an action was heard in which a farmer sued the 
Carlton Main Colliery Company for damage done to his 
crops by the smoke and fumes from coke ovens. It was 
claimed on behalf of the Colliery Company that whilst it 
was quite possible that the colliery had to some extent 
contributed to the damage, no nuisance had been com- 
mitted, as they were carrying out the ordinary trade of 
the district, and that, moreover, what damage had been 
committed was not entirely attributable to them, as the 
railway was much nearer the field than the colliery. A 
verdict for the plaintiff for ;^8, 4s., with costs, was, how- 
ever, recorded. 

The Public Health Act, 1875, Section 91, covers not 
only kilns and coke ovens, but every kind of furnace and 
fireplace, except domestic. It does not permit the crea- 
tion of a smoke nuisance if it can be practically prevented, 
and it gives power to Local Authorities and private indi- 
viduals to take action, and procure magistrates' orders 
demanding the abolition of kilns, ovens, or anything else 
(that are a nuisance), and the adoption of improved kilns, 
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&c., which create no nuisance, and are superior to the 
old ones in every way. 

If administrative authorities, who are invariably too 
tolerant to smoke makers, would point out how profitable 
it would be to abolish the old coal-wasting kilns, and put 
in the improved smokeless kilns, it would in all pro- 
bability lead to action. If prospective profits will not 
induce them to abolish the nuisance, it becomes the duty 
of the authorities to carry out the law, and compel them 
to adopt the most improved and scientific system avail- 
able, so as to prevent unnecessary annoyance. 
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CHAPTER VII 
PRIVATE DWELLINO-HOUSE SMOKE 

ExemptioD of Private Dwelling-houses — Domestic Grates— Tests on 

Grates. 

Exemption of Private Dwelling-houses.— In a previous 
chapter, Section 9 1 and Sub-section 7 of the Public Health 
Act of 187s is cited, which gives power to proceed against 
any chimney " not being the chimney of a private dwell- 
ing-house/' Chimneys which serve fireplaces of any 
kind connected with a private dwelling-house are outside 
the Act, and there is no legal power to interfere with 
them. The exemption of this class of chimney is a very 
serious matter, for in London there are millions of such 
chimneys — in SheflSeld nearly a hundred thousand — and 
in every city and town tens of thousands, which are at 
liberty to send out as much smoke as they like, and 
create an almost incredible nuisance. There never has 
been any reasonable excuse for this class of chimney 
being outside the Act, for Section 91 and other 'sections 
provide plenty of protection, which prevents any inter- 
ference with trade, heating, cooking, or anything else in 
connection with even a private dwelling-house. 

Result of the Exemption. — Antiquated cheap smoke- 
making grates are put in, the brickwork is bad, chimneys 
small, in some cases hardly large enough to allow the 
smoke to go up, for frequently it comes down into the 
room, which necessitates the opening of doors and windows 
to let it out. This is not an isolated case occurring only 
in the poorest class of houses, but often in the better class 
house. The nuisance might be easily obviated if the^ 
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builders knew that they were compelled to eflSciently 
construct and put in the best kind of stove. The kitchen 
chimney is the chief sinner in this respect. If possible it 
is worse constructed than the rest. It serves as a fireplace 
where all the cooking, &c., is done, takes the most coal, and 
makes most smoke. It is usually below the level of 
the others. There are frequently complaints made by 
tenants respecting this chimney, and occasionally the 
owners will effect the necessary alterations to abate the 
nuisance, when they are reasonable men, or if it happens 
they are unacquainted with the exemption clause. But 
the majority of owners know there is no power to make 
them do what should be done, so they refuse to do any- 
thing, and the nuisance, which is practically preventable, 
continues. Just the same difficulty is encountered with 
the private green-house chimney through this clause. 
Owners claim that there is no power to interfere with 
them, and they please themselves, burn either coke, coal, 
smudge, or refuse, and create as much smoke as they 
choose. There are innumerable chimneys in connection 
with private dwelling-houses which cause great nuisances 
to the people in the neighbourhood, although they could 
be abated with very little expense. 

Domestic Orates. — Two series of smoke tests have been 
made by the Coal Smoke Abatement Society on domestic 
grates. 

The results of these tests were published in the Lancet} 
A preliminary investigation into the subject of open 
sitting-room fire-grates was undertaken at the instance 
of the Coal Smoke Abatement Society by Dr. H. A. Des 
Voeux, and the late Mr. Bryan Donkin, the well-known 
engineer, one of the greatest authorities on the subject. 

On the subject of domestic grates there had been no 
experts, and although there existed an abundance of 
specifications and drawings of improved grates and 
appliances connected therewith, no large manufacturer 

^ May 10, 1902, and February 20, 1904. 

I 
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of grates had thought it worth his while to study the 
question of a smokeless grate, no demand on the part of 
the public having apparently arisen for a type of grate 
which diminishes the emission of smoke. The Society 
therefore stepped into the breach, and authorised a sub- 
committee to institute a series of tests on a few domestic 
grates. 

Before describing these, it is well to explain that 
smokelessness can be attained by the use of smokeless 
fuels, such as anthracite coal, coke, gas, or oil. 

Any one who is interested in the question can 
co-operate by using at least one of these fuels, and may 
rest satisfied that he is contributing his part to remove 
one of the greatest evils from which London, and indeed 
all coal-burning cities, suffer. 

Fortunately, too, each of these fuels in its different 
degree is within reach of everybody, although as it 
appears that the great majority of householders are at 
present unwilling to accept anything but open grates, 
burning bituminous coal, the Society has confined its 
tests to grates claiming to be more or less smokeless 
under such conditions. In order to secure the most 
comprehensive results, the Society advertised in the 
daily press, calling the attention of manufacturers to 
the tests which they proposed to make. To the ad- 
vertisements a large number of replies were received, 
describing various grates, the majority of which, how- 
ever, did not fall within the specified limits, viz., an open 
grate burning bituminous coal. A certain number, 
therefore, had to be selected, the specifications of which 
showed them to be such as the Society was seeking, 
and the manufacturers of these selected grates were 
invited to send samples to be tested. Six only responded 
to the invitation, and consented to the results of the tests 
made by the Society being published. 

In the meanwhile. Lord Esher, Secretary to the Com- 
missioners of His Majesty's Office of Works and Public 
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Buildings, had expressed a strong interest in what the 
Society was undertaking, and he offered to place at its 
disposal a room in which the tests could be properly 
instituted, as also the services of two skilled employees 
to conduct them. 

The assistance of the Government at such a moment 
was invaluable, as it ensured the tests being conducted in 
such a manner that each grade could be judged absolutely 
upon its merits. It was especially unfortunate, in view 
of the exceptional opportunities afforded by the Govern- 
ment, that more manufacturers did not compete. Since 
so few came forward >v^ith suitable grates, the results 
cannot be regarded as comprehensive. All that can be 
claimed is that certain preliminary results of the highest 
importance have been obtained, and that it has been 
shown to be capable of proof that there is a great differ- 
ence in effectiveness and economy between the various 
types of so-called smokeless grates, and that it is possible 
to produce them so as to reduce smoke pollution from 
domestic chimneys to a great extent while still using 
ordinary coal and an open grate. 

The following is a general description of the circum- 
stances in which the tests were made : — " A sitting-room 
on a ground floor in central London was selected, 2 1 feet 
6 inches by 14 feet 6 inches by 10 feet 6 inches. Its 
two glass windows were always kept shut, but a small 
glass ventilator in one window was continually open, as 
was also a door leading to a narrow hall. The street 
door was, whenever possible, kept shut. The chimney 
measured 69 feet from hearth to pot, with a 9-inch 
pot on a flue 14 inches by 9 inches. No high buildings 
were situated near. The tests were made in the months 
of June, July, and August 1901. The meteorological 
observations for the days of the tests were noted. 
Each grate was placed in position by the makers 
fixer with the intention of testing it for three days of 
eight hours each. The manufacturers' directions were 
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given either verbally or in print to the man whose duty 
it was to attend to and to stoke the fire, and to 
note the temperature of the room. The following orders 
of the sub-committee were observed. The amount of 
wood used in lighting, and the amount of coal put on 
each time throughout the day were ascertained by weight, 
the number of times the fire was stoked was noted, and 
the coke (or partially burnt coal) and ashes or waste at 
the end of each day s test were also duly weighed. Direc- 
tions were given to keep the fire up to the top bar of the 
grate. Records of the temperatures were taken every 
half-hour, one by a thermometer 6 feet, from the fire, 
and 2 feet above the floor level, in order to give ap- 
proximately the radiant heat ; another at the far end of 
the room away from the window and the door, and 5 
feet off the ground ; and a third in the hall outside the 
room. The amount of smoke emitted was recorded by 
means of a smoke intensity scale or * smoke-shade,' as 
indicating the proportion of unburnt carbon, on a time 
smoke chart (Bryan Donkin). It was estimated by a 
skilled man sitting in a window on the third floor of the 
opposite house at an angle of about 30° from the top 
chimney and about 35 feet away. He was watching 
during the whole working day continuously without going 
away for meals. Every precaution was taken to avoid 
error, and each grate was tested in exactly the same way. 
The coal was ordinary household bituminous smoky coal of 
rather poor soft quality, and was all taken from one truck, 
the name of the colliery being unknown." 

" The following are the possible sources of error — the 
summer weather, the variation in outside conditions of 
atmosphere — although, as will be seen upon reference to 
the meteorological reports (not given here), the weather 
differed little throughout — and, finally, the fact that 
orders were given to keep a bright fire up to the level of 
the top bar, whereas in an ordinary room the fire is often 
allowed to become extinguished or to fall low, when it 
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has to be relighted or carefully stoked. With all of the 
grates the densest smoke was noticed immediately after 
stoking. It would have been better to have made tests 
during winter." 

Six grates were tested, each for three days, in addition 
to the one which had been in use in the room previously, 
which, being rather old-fashioned, was taken as a standard, 
and noted as No. i. 

Chate No. i. — The following is a description of this 
grate. Fire-brick back with iron sides, three horizontal 
bars in front. The bottom of the grid was formed of 
horizontal iron bars with alternate air spaces, and was 
about four inches above the hearth level. 

The daily consumption of coal was 28,^ 30^, and 32 
pounds respectively ; the amount of incompletely burnt 
coal left, three pounds, one and a half pounds, and three 
pounds ; and the amount of ashes three and a half, one 
and a half, and three and a half pounds. The average 
daily differences in temperature between the outside 
thermometer and the radiant heat thermometer were 
18.6*", 24.0°, and 26.24° F. The average time taken in 
raising the temperature from the morning scale to its 
average height was two hours, one and a half hours, and 
one hour respectively. The average number of times it 
was stoked (per day) for the three days was nine or ten 
times. 

GrcUe No. la. — This was No. i grate with Lee's regu- 
lator added. This regulator is described as " a blower 
fitted with a damper. ... It controls the supply of air 
to the grates and provides the proper velocity up the 
chimney." **The blower is joined to the regulator or 
damper at its lower edge by a hinge and is worked by 
means of a quadrant rachet." The result of adding the 
regulator was as follows. The daily consumption of coal 

1 The 28 pounds represent the coal consumed between the hours of lo 
A.M. and 5 P.M. ; the other two amounts that consumed between the hours 
of 9 A.M. and 5 P.M. 
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was 44, 3 3 J, and 29 pounds respectively; the amount of 
incompletely burnt coal was two pounds per day ; and ' 
the amount of ashes two pounds per day. It was stoked 
between ten and eleven times each day. The average 
differences in range of temperature were 29.29**, 22.06**, 
and 20.29° F. ; the time taken to raise the temperature 
of the room to its mean temperature was one and a half 
hours, one hour, and one hour respectively. [iV.i/. — This 
is the only appliance of which the testing exhibited some- 
what contradictory results on each of the three days, Mid 
it is possible that some source of error was introduced 
which escaped notice. It gave the greatest heat with 
the greatest consumption of coal on the first day. 
This cannot be accounted for by the only known 
source of error — namely, that the chimney was not 
swept before its use. It was swept after, and there 
was not much soot found.] The chimney smoked 
badly throughout independently of the amount of coal 
burnt. 

Grate No. 2. — Teale^s Patent ** Front Hob " Fireplace 
(Figs. I and 2). This grate is constructed almost entirely 
of fire-brick with a hot-air chamber below the fire which 
burns in a hollow or well. It is manufactured by the 
Teale Fireplace Company, and is described by them as 
being of their standard pattern and the smallest size they 
make, viz., 13 inches. The bricks are salt-glaze. It 
has a canopy, a fire-brick back and sides, and a cast-iron 
bottom or grid. It burnt 28, 28, and 23 pounds of coal 
on the respective days, and left two, two and a half, and 
two pounds of partially consumed coal, and two, two, and 
one and a half pounds of ashes. Its heat production for 
the three days was 20.17°, 20.88°, and 18.47° F. re- 
spectively. One hour each day was occupied in producing 
this average heat, and the grate was stoked between five 
and six times each day. 

Grate No. 3. — Helyear's Patent " Tropic *' Grate. This 
grate has no register and is entirely closed on the top. 
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It possesses a canopy, a cast-iron back, and hexagonal 
projecting cast-iron sides consisting of flues down whick 
the heated gases pass on their way to the chimney. The 
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lower portions of the back and sides are covered by a 
lining of cast-iron perforated plates or cheeks. The front 
consists of three horizontal iron bars and the bottom or 
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grid of horizontal iron bars (Fig. 3). It burnt 23, 23, 
and 22 pounds of coal in the three days respectively, left 
one pound of coke each day, and one pound of ashes on 
the first day and three-quarters of a pound on each of the 
next two days. It was, therefore, well constructed for 
the proper combustion of coal, but the amount of its 



Fig. 3.— Helyear's Patent " Tropic " Grate. 

radiant heat^ was small, viz., 17.88°, is.82°,and i6.7i**F., 
one and a half hours being occupied each day to pro- 
duce it. It only required stoking four times daily. 

^ The average radiant heat stated in the text is the daily average differ- 
ence between the readings of the thermometer in the liall and those of the 
thermometer in front of the fire. 
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Chrate No, 4. — The Florence Gate (Figs. 4 and 5. 
This grate is made by the London Warming and Venti 



Fig. 4.— The Florence Patent Grate. 



lating Company, Limited, and is described as fitted with 
improved "Jackson'' back, Florence's patent automatic 
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i 



shaking fire-bars, and combination canopy regulator. Its 
size is 21 by 28 inches. The back and sides are of fire- 
brick. It has a fire-chamber 
of 18 inches and a front of 
vertical iron bars. In each 
jamb at the hearth level 
there is a fresh-air inlet, and 
there is a heated air outlet 
over the centre of the fire- 
place, 6 feet above the floor 
level. The " Jackson " back 
and combination canopy regu- 
lator consists of a sliding door, 
capable of easy manipulation 
from the front, which in its 
two positions allows of careful 
regulation or adjustment of 
the two slotted openings, the 
one at the back of the fire- 
grate and the other at the 
top (vide section showing side 
elevation, Fig. 5). The smoke 
is drawn through the fire to a 
point where the heat is practi- 
cally incandescent, and is con- 
sumed to a very appreciable 
extent. The automatic shak- 
ing bars consist of a number 
of separate bars, preferably 
serrated or vandyked on their 
sides and upper surfaces. 
These are mounted loosely 
on a square shaft, so that 
the bars can rock to a limited 
extent on the shaft, or can be 
rocked by operating the shaft by a handle. The 
bars are made abnormally deep in the body to heat 



SECTION THRO- CENTRE 

Fig. 5.— The Florence Patent 
Grate. 
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the ascending air-currents. As the weight of the coal 
varies on the diiferent bars, the bars will rock and clear 
the fire of ashes and dust, so allowing a continuous cur- 
rent of air at a high temperature to pass through the fuel, 
which causes it to burn brightly even in small quantities. 
This grate consumed for the three days respectively 20, 
19, and 18 pounds of coal, and left one and a half, one 
and a quarter, and one and a quarter pounds of coke, and 



Fig. 6.— The Well Fire (Bowes' Patent). 

only three-quarters of a pound of ashes each day. The 
tests on the first two days lasting only for seven hours 
each, 2«- pounds and 2^ pounds respectively of coal must 
be added for these days, making the figures 2 2«^ pounds 
and 2i«- pounds. The average radiant heat was 24.80°, 
25.27°, and 24.47° F. One and a half hours, one hour, 
and one and a half hours were required respectively to 
raise the temperature to this average, and the grate 
needed stoking four times daily. 

Grate No. 5. — The Well Fire (Bowes' patent) consists 
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of a fire-basket, which is composed of fireclay and a metal 
grating supporting the fire, under which is a fireclay well 
(vide Figs. 6, 7, and 8). This fire burnt in the three days 
28, 30, and 26 pounds of coal respectively, and yielded 
two, two and a half, and one and a quarter pounds of 
coke and one and a half pound of ashes on each of the 



SECTION 
Fig. 7.— The Well Fire (Bowes' Patent). 

first two days, and one pound on the third day. Its 
average radiant heat produced each day in one hour was 
20.24"", 20.65°, and 20.76° F. It was stoked five times 
a day. 

Grate No. 6. — This was Messrs. Smith & Wellstood's 
grate, of which the following is a description. The front 
was of cast-iron, and the back and sides were of fire-brick. 
There were ten vertical iron bars in front. The bottom 



Digitized by VjOOQIC 



PRIVATE DWELLING-HOUSE SMOKE 141 

of the grate consisted of a solid iron-plate portion at each 
end, enclosing a rectangular grid of iron fire-bars with 
intervening air spaces. The bottom of the grate was four 
inches from the hearth level. The size was 38 inches 
by 38 inches. The fire-chamber was 18 inches in width. 
This grate used in eight hours for each day respectively 
27, 28, and 28 pounds of coal; it left one and a half 
pounds of partially consumed coal daily, and one pound, 
one and a quarter pounds, and one and a quarter pounds 



PLAN 

Fig. 8.— The Well Fire (Bowes' Patent). 

of ashes, showing a good combustion. The average radiant 
heat was almost the same on each day, 20.37°, 20.94°, 
and 18.65° F. It took one and a half hours, one hour, 
and one hour to obtain this increase, and the grate was 
stoked between five and six times each day. It gave out 
a good heat, but, as will be seen by the smoke chart, 
smoked badly. 

Having now described in full the different grates, and 
their consumption of coal and heat production, a more 
detailed account must be given of their emission of 
smoke. 
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The following is the method adopted for calculating 
the comparative amount of smoke at the top of the 
chimney emitted by the diflferent grates, all burning coal 
of the same quality and heating the same room. 

If a Bryan Donkin smoke-chart be examined (Fig. 9), it 
will be found to be divided by vertical lines into eight 
large sections, each of the latter being subdivided by more 
vertical lines into twelve smaller sections. Each of the 
eight sections is then divided by horizontal lines into five 
sections. The five sections represent the smoke-shade 
ranging from o (no smoke) to 5 (very black). The 
eight sections represent hours and each of the twelve 
subdivisions represents five minutes. From this scale or 
chart an average has been struck of the smoke-shade 
for the three days of the smoke evolved by each grate. 
The smoke figures thus obtained were as follows : — For 
the ordinary grate (Grate No. i ), y«^ ; for the same with 
Lee's regulator (Grate No. la), lyVi for the Teale (Grate 
No. 2), yV; for the Tropic (Grate No. 3), ^\: for the 
Florence (Grate No. 4), i; for the Well Fire (Grate 
No. s), ixV; and for the Smith & Wellstood (Grate No. 

6). iiV 

It will thus be seen that the figures vary greatly, and 
that whereas one grate emits an average of ii^ for 
three days, out of a possible smoke-shade of 5 for three 
dayS; there were degrees in gradation from this figure 
down to I out of a possible 5, showing that, at any rate 
under some circumstances, the amount of smoke can be 
diminished largely by the use of various appliances. 

Table I. (p. 145) is a condensed record of the tests. 

In the winter of 1902-3, an exhibition of grates was 
held at the Crystal Palace. 

The jury met and selected certain stoves as appearing 
most likely to satisfy the conditions imposed, and the 
grates so selected were fixed in position by the exhibitors, 
who each gave written directions as to the manner in 
which the grates were to be treated, but who, by arrange- 
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inent, were not present during the trial. The tests of 







a) ^ o 
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each grate were continued for a period of three days. 
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The actual tests were carried out by an assistant acting 
under the direction of the jury. He was supplied with 
scales for weighing the coal used and thermometers for in- 
dicating the temperature of the air in the apartment and 
also of that in the hall outside. He was instructed to 
light the fires at 9 A.M. in accordance with the Avritten 



Fig. 10. — Diagrams of smoke-scale o to 5 (see also charts), o, no smoke ; 
I, light grey; 2, darker grey; 3, very dark grey; 4, black; 5, very 
black. 1 

directions of each competitor, and to urge the fire until 
the thermometer, suspended in the middle of the room 
from the ceiling, showed a temperature of 20° F. above 
that of the air in the hall outside, and so to regulate the 
fire as to keep the heat up to that point during the day. 
The coal and wood used were carefully weighed and the 
amount recorded, and the time of each stoking noted. 
At 5 P.M. each day the fire was drawn, and, when cold, 

1 Copies of the Ringelmann Smoke Scales, reprinted from Bryan 
Donkin's " Heat Efficiency of Steam Boilers," are obtainable from 
C. Griifin & Co., Ltd., price 3d. each. These tints are those given by the 
sketches when seen at a distance of about 50 or 60 feet in a good light. 
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the unburnt cinders were weighed and the amount 
deducted from that of the coal put during the day on 
the fire. Throughout each day another assistant in an 
upper room of a house on the opposite side of the street 
at an angle of about 30° from the top chimney and about 
3 5 feet away, commanding a clear view of the chimney 
which carried the smoke of the stove under investigation, 
was directed to observe the intensity of the smoke. 
The amount of smoke emitted was carefully recorded 
on a chart every five minutes by means of a series of 
the smoke tints (Fig. 10) used by the late Mr. Bryan 
Donkin. There was no communication between the two 
assistants, and members of the jury visited the respective 
rooms from time to time to satisfy themselves that the 
tests were being carefully carried on and the results 
correctly noted. 

On the completion of the tests, which together 
occupied some weeks (one week being devoted to the 
setting, testing, and removal of each grate), the results of 
the observations were carefully tabulated. The amount 
of smoke emitted from the chimney was averaged. 
The amount of coal consumption in each case was also 
carefully averaged. 

A certificate was awarded by the Coal Smoke Abate- 
ment Society to the successful competitors indicated in 
the order of merit. 

The owners of the " Well Fire Grate " (Bowes* patent) 
say, " that in their opinion the results of the tests made 
by the Coal Smoke Abatement Society, and published in 
the Lancet (which we have republished), were quite im- 
possible if the * Well Fire * had received fair treatment, 
because the fireplace will burn the greater part of the day 
in a clear incandescent state, quite free from smoke, which 
must give off less smoke than a fireplace that requires 
replenishing several times during the day. This result 
is obtained by the introduction of the fire-brick regenera- 
tive hot-air chamber, which provides a continuous supply 
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of superheated air for combustion purposes, and also 
keeps up its heating capacity with economy." 

Results of two tests subsequent to the tests made by 
the Coal Smoke Abatement Society : — 

No. J Test. 

Results of a test carried out in a large public institu- 
tion by an independent expert appointed by the manage- 
ment committee. 

No. I is an ordinary heavy cast-iron grate. 

No. 2 is a special grate with a fire-brick bottom. 

No. 3 is an ordinary slow combustion grate. 

Nos. 4 and 5 are two of the best known and most 
perfect types of modem patent grates. 

No. 6 is Bowes' Patent Well Fire. 



No. I. Ordinary grate 
No. 2. Special grate 
No. 3. Slow combustion ^^ 
grate . . S 
No. 4. Patent grate . 
No. 5. Patent grate . 
No. 6. Well Fire . 



Goal Consumed. 



Total. 



196 lbs. 
126 lbs. 

209 lbs. 

151 lbs. 
207 lbs. 
112 lbs. 



Per Hour. 



3.266 lbs. 
2. 100 lbs. 

3.483 lbs. 

2.516 lbs. 
3.450 lbs. 
1.833 lbs. 



Poundg of coal 
consumed per 
degree of in- 
creased tem- 
perature per 
hour. 



.0933 
.0715 

.0844 

.0596 
.0890 
.0484 



The test extended over a period of sixty hours, during 
which time the temperature was taken every hour. 
The six rooms were identical in size and position. 

No. 2 Test. 

A test made with a 1 4-inch Raby '* Well Fire " in a 
room measuring i 5 feet by i 5 feet by 9 feet 6 inches 
gave the following results: — 
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The fire burned for 50 consecutive hours. 

The total consumption of coal was 74 lbs. 

The average temperature outside was 47°, and in- 
side 70°. 

The temperature was raised from 53° to 76"" in \\ 
hours. 

The fire burned for 23 hours without attention or 
feeding. 

The residue after 50 hours' burning and consump- 
tion of 74 lbs. of coal was: Cinders, 3^ lbs.; fine ash, 
l\ lbs. 

Thomas Helyear also points out in connection with 
the report of the Coal Smoke Abatement Society, 
published in the Laricet, May 10, 1902 (see p. 129), 
" That the * Tropic Grate / was tested during the three 
days of highest shade temperature, viz., 88°, 86°, and 
90°. Therefore it was much more diflScult for the 
grate to raise the temperature, say 10°, than for the 
other grates tested which worked or were tested during 
days in which the shade temperature was much less. 

*' This point was not noticed by the Society ; also the 
* Tropic Grate * does not heat by radiant heat as much as 
by diffusive heat, 

"It is easy to raise the temperature of a room 30° in 
winter, say from 40° to 70°, but to raise the temperature 
30° in mmmeT* with the thermometer at 86° in the shade 
would be very difficult. 

** Stoking is not required so much with the 'Tropic 
Grate,' as all the heat is utilised, and thereby smoke is 
lessened." 
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CHAPTER VIII 
CHIMNEYS AND THEIR CONSTRUCTION 

Height of Chimneys — Perforated Radial Brick Chimneys — Size of Chimneys 
for Steam Boilers. 

A CHIMNEY is the passage by which the smoke and fumes 
made in the furnace escape into the atmosphere, and is 
practically an absolutely essential part of the furnace. 
Without it the furnace would be useless, as it is the 
chimney which creates the draught, and so facilitates 
efficient combustion. 

Height of Chimneys. — The draught depends largely 
on the height of a chimney; if it is low there is but 
little draught, and there is very imperfect combustion ; 
hence the fires burn sluggishly and yield little heat. 
But if the chimney is high the draught is keen, great 
heat is generated, and the result is complete combustion. 
With a low chimney, and an insufficiency of natural 
draught, it is absolutely essential to employ forced or 
induced draught to procure the necessary heat. The 
chimney being the principal part of the furnace. Section 
91 of the Public Health Act, 1875, provides what 
height it shall be to produce the draught required, or 
the alternative provision of an artificial draught, so as to 
consume, as far as practicable, the combustible used in 
the furnace. 

There are a few Authorities who have a special Local 
Act which determines the minimum height of chimneys 
for both furnaces and fireplaces, but the great majority 
have no such Act, neither do they enforce Section 9 1 of 
the Public Health Act. To fix a uniform minimum 
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height for chimneys in a flat district would be perfectly 
satisfactory, but in a hilly district it would be quite 
wrong. The wiser course is to consider each case, the 
furnace, the district, and the surrounding buildings, 
before determining what the height ought to be. A very 
fair percentage of boiler chimneys are of reasonable 
height, ranging from 80 to 200 feet and more, but there 
are a great number which are much too low, and ought 
to be raised to the requisite height. 

In SheflSeld and other places a few metallurgical 
furnaces are served by chimneys of reasonable height, 
from 80 to 150 feet. One chimney will serve from 
three to twelve furnaces. Many furnaces are served by 
the boiler chimneys, and in each case the results, both 
from an economical and from a smoke abatement point 
of view, are all that can be desired. But 90 per cent., 
if not more, of these furnaces are served by a low 
chimney, from 20 to 30 feet high, each furnace having 
generally a separate chimney. It is claimed that low 
chimneys are necessary, and that if they were higher 
the draught would be too keen, and would spoil the 
steel. This is about the only reason which is put 
forward in favour of low furnace chimneys, although 
such furnaces are, in many cases, actually being worked 
by high chimneys, the draught being regulated by the 
damper to suit the exact requirements of the furnace, 
while the work done is equal, if not superior, to that 
effected in furnaces served by low chimneys. The real 
reason for putting up low chimneys instead of high ones 
is their lower cost. But although the initial cost is less, 
the working and waste of fuel amount in a few years 
to a great deal more than the difference in cost of a low 
and a high chimney, so that if manufacturers would serve 
their own interests in this particular they would serve 
those of the public at the same time. 

A certain works in Sheffield is situated in a street 
where there is a great amount of vehicular and pedestrian 
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traffic. The works possesses thirty small reheatmg fur- 
naces, served by as many chimneys not more than 
20 feet high. For small furnaces they do a great 
amount of work, being frequently very much forced, and 
fired by boys who consider the work as an extra^ as they 
are paid for the amount of work done on the machines. 
The firing is thus very heavy, and is very carelessly done. 
It is a common occurrence for the whole of the chimneys 
to be sending forth volumes of black smoke at the same 
time, and, being emitted at such a low level, the sur- 
rounding streets and houses are literally filled with smoke. 
To remedy this state of affairs a chimney 180 feet, at 
least, ought to be erected, with a main flue to which the 
flues of the thirty small reheating furnaces could be 
connected, and a damper provided for each furnace to 
regulate the draught. If this were done, the output 
of the furnaces would be increased by the generation 
of more heat through increased draught, and the com- 
bustion in the furnace would be more complete ; hence 
very little smoke would be emitted, and there would be a 
saving of fuel. 

Perforated Radial Brick Chimneys. — This method of 
building chimneys was originated by Alphons Custodis in 
Germany some thirty years ago, since which time the 
company has built over four thousand chimneys in all 
parts of the world. 

The great popularity of this class of chimney in the 
United States, its adoption by the Government and by 
many representative industries, is very practical proof of 
the reliability of the work of construction, and the benefits 
derived from tall chimneys. 

In the various industries the chimneys are used for 
greatly different purposes ; their height ranges from 
30 feet to 365 feet. The latter, the tallest chimney in 
America, at the works of the Oxford Copper Company, 
Constable Hook, N.J., is one of the most conspicuous 
objects in New York Harbour. 
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For chemical works, metal refiners, furnaces, &c., where 
the gases are of such nature or temperature as to disin- 
tegrate the brick, it is necessary to protect the walls of 
chimneys with refractory or acid-proof linings, and some- 
times to band the chimneys externally with iron hooks 
to guard against effects of explosions. 

Round chimneys are more effective for draught pur- 
poses than square or octagonal forms, and better withstand 
the violence of storms. 

Common bricks are not adapted for laying circles, as 







(0- 

Fig. II. — Perforated Radial Bricks. 

they require constant clipping to make them fit, and ex- 
cessive use of mortar to fill voids. Common bricks also 
vary greatly in quality, no consideration being given in 
their manufacture to the use to which they will be 
applied ; hence the advantage of specially prepared 
material over ordinary materials. 

The sectional elevation (Figs. 12 and 13) show that 
the chimneys are greater in internal diameter at the 
bottom than at the top. While the capacity is deter- 
mined by the top diameter, a greater area is provided at 
the point of entrance, where the gases are the hottest 
and occupy the most space. 
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With this design the average internal area is greater 
than if the chimney was of uniform diameter throughout ; 



1 


y= 


1 

^ 





Fig. 12. — Elevation and Section of Chimney with Square Base, with 
Arched Opening in Base for Connecting Over-ground Flue. 

consequently there is a considerable reduction in fric- 
tional resistance along the sides of the chimney opposing 
the flow of gases. 
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The blocks used in this system are formed to suit the 
circular and radial lines of each section of the chimney, 





Fig. 13. — Elevation and Section of Chimney with Arched Opening in 
Foundation for Connecting Under-ground Flue. 

so that they can be laid with thin, even mortar-joints, and 
regular, smooth surfaces. The blocks are much larger 
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than common brick, and on this account the number of 
mortar-joints is reduced one-half. 

In addition to being so shaped, the blocks are moulded 
with vertical holes or perforations (Fig. 1 1 ) to permit of 
more thorough burning in manufacture, thus increasing 
their density and strength while reducing the weight. 
Perforations also serve to form a dead air space in the 
walls of the chimney, preventing the rapid heating and 
cooling of the wall, and causing maximum draught by 
conserving the heat. 

In laying the blocks the mortar is worked into the 
perforations about one half-inch, effectively locking the 
blocks together, and making the wall of the tightest 
possible construction. 

The table on p. 158 gives the data of the principal 
dimensions to be observed in furnace construction. 
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CHAPTER IX 
SMOKE PBEVENTEBS AND FUEL SAVEBS 

Mechanical Appliances — Testing Smoke-preventing Appliances — Ellis 
and Eaves System of Induced Draught — Tests on Boilers — Jones 
Underfeed Mechanical Stoker — "Koker" Stoker (Meldrum's Patent) 
— Sprinkler Stoker — Bennis Patent Self-cleaning Furnace — Under- 
feed Stoker. 

During the last fifteen years, in Sheffield and other 
places, manufacturers have tried quite a number of so- 
called smoke preventers and fuel savers, and they have 
abandoned them owing to unsatisfactory results. In 
some instances the appliance was responsible, in others 
the men in charge of the appliances, and in many cases 
the manufacturers were badly advised as to the kind of 
apparatus to attach to boilers or furnaces. Their ex- 
perience has been a costly one, for many have spent 
thousands of pounds in first trying one patent and then 
another, as they were most anxious, regardless of expense, 
to prevent the smoke nuisance. The result has been that 
they are now prejudiced against smoke preventers, so that 
even an efficient machine, which has been proved to be 
both a smoke preventer and a fuel saver, has little chance 
of being adopted. It is quite natural for manufacturers 
to feel strongly in this matter, but it is unfair, because a 
few worthless appliances have been thrust on the market, 
to condemn all. 

Mechanical Appliances, — Mechanical genius has not 
been dormant with regard to smoke preventers. There 
are numerous appliances in the market, and almost 
every conceivable kind of arrangement, simple and com- 
plex. Some, if not very carefully handled, are smoke 
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makers and fuel wasters, while others are practically 
perfect as smoke preventers, and effect great economy. 
They may be classified as follows : i. Induced draughts ; 
2. Forced draughts ; 3. Mechanical stokers, underfeed 
stokers lEind sprinklers, and cokers ; 4. Patent bars, hol- 
low and movable, &c. ; 5. Furnace-door arrangements ; 
and 6. Bridge arrangements. 

In the great majority of cases the conditions of work- 
ing are such that it is absolutely necessary to have some 
kind of mechanical arrangement to always prevent smoke, 
and manufacturers would act wisely by calling in an 
expert to advise them as to which appliance is the most 
suitable for them. It is not surprising that so many of 
the appliances are taken off and condemned as unsatis- 
factory, considering the rough and unreasonable treatment 
they so frequently receive. Amongst a certain class of 
engineers and firemen there is an antipathy to any kind 
of appliance, and these men are, in no small degree, re- 
sponsible for the unfavourable reputation such appliances 
obtain, but which many of them do not deserve. 

Testing Smoke -preventing Appliances. — The tests 
which some appliances are subjected to are not fair tests, 
and it is impossible by these means to find out whether 
a given appliance is an eflScient smoke preventer or not. 
To do this effectively it is necessary that the tests should 
be made by persons whose only object would be to ascer- 
tain scientifically the worth or otherwise of the appli- 
ances. 

Many tests have been made at various periods in the 
past by patentees, municipalities, and Smoke Abatement 
Associations. But nearly all these tests have been con- 
fined to appliances for preventing smoke and saving fuel 
from boilers. Boilers have had a great deal of attention 
from the expert, and much has been accomplished by 
mechanical and other means. The prevention of smoke 
from metallurgical furnaces equally demands investiga- 
tion. In the meanwhile great care is necessary in the 
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selection of an efficient appliance. There are smoke pre- 
venters and fuel savers which embody the results of 
exceptional experience, and after years of work have 
proved themselves preventers of smoke and economisers. 
It is impossible to notice all the excellent appliances now 
on the market which give satisfaction, but a few excellent 
representatives of each class will be described. 

The Ellis and Eaves System of Induced Draught- 
In 1830 engineers recognised the value of mechanical 
over natural draught where the height of the chimney 
was restricted, as in steam vessels. 

The first real impetus given to the introduction of 
mechanical draught was in 1884, which was produced by 
a fan or fans. The Ellis and Eaves system is a combina- 
tion which embodies all the advantages of an intensified 
natural draught, together with the undoubted economy 
to be gained by heating the air of combustion before 
entering the fires. This is achieved by placing an ex- 
hausting fan at the base of the funnel, with an air-heat- 
ing apparatus between the smoke-box and the fan inlet, 
through which the waste gases pass on their way to the 
fan, the air of combustion also passing through this heater 
on its way to the furnaces. By this arrangement not 
only is the air heated, but the waste gases are cooled to 
such an extent, that they can be handled by the fan with 
perfect safety, even at the very highest rates of combus- 
tion in the furnaces. 

Mechanical draught has many advantages, i. If the 
boilers are well constructed, and are provided with ample 
room to ensure circulation, their steaming power may, 
without injury, be increased to 30 per cent, over that 
obtained by the natural draught for continuous working. 

2. Such augmentation is accompanied in normal cases 
by an increased consumption per indicated horse-power. 

3. It enables an inferior fuel to be used. 4. Under cer- 
tain conditions of weather it would be difficult to maintain 
steam with natural draught, but with forced draught the 
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power is ensured. 5 . Much thicker fires can be worked than 
with natural draught, causing the air to travel through 
incandescent fuel, with more time to give up its oxygen, 
while the intensity of the draught through the incan- 
descent fuel causes a more intimate mixing of the air 




Fig. 14. — The Ellis and Eaves (Patent) System of Induced Draught as 
applied to Land Boilers, an Electric Motor being used to drive 
the Fans. 

with it than is possible with ordinary chimney draught 
(Fig. 14). 

There is a partial vacuum at all the casings, &c., from 
the furnaces to the fans, so that there can be no tendency 
for dust to blow out through any crevices which may 
exist in the casings. The stokers, instead of being en- 
veloped in an atmosphere of coal dust, have pure air to 
breathe. A certain amount of air is admitted under the 
grates direct from the stokehole; this further tends to 
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draw away all dust, and also causes a constant circulation 
of air. In the case of a breakdown of boilers, as in 
electric light works, for instance, it is possible with in- 
duced draught to increase the evaporation of those remain- 
ing 50 per cent., which means that if in a battery of 
three boilers burning at a normal rate 30 lbs. per square 
foot of grate bar, one boiler be disabled, it is possible to 
maintain the steam supply with two boilers increasing the 
rate of combustion to 4 5 lbs. per square foot for a short 
period. 

There is very little difference between induced and 
natural draught, except in the matter of intensity; and 
as no one would hesitate to work with the draught avail- 
able from a very high chimney, there can be no objection 
raised to the use of induced draught provided proper 
precautions are taken. It is not wise to advocate a 
continued very high rate of combustion, as experience 
proves that no boiler will stand continued forcing without 
injury, no matter what form of draught is used ; still it 
seems reasonable to suppose (and this is borne out in 
practice) that with a draught in every way similar, as 
far as the fires are concerned, to one of nature's own 
making, it should be possible to maintain a higher rate 
of combustion without injury to the boilers, than with 
a form of draught differing essentially from nature's 
methods. 

The gases on leaving the smoke-box pass upwards 
through the air-heating boxes, and from thence direct to 
the fan, the fans discharging directly into the funnel, so 
there is little loss due to tortuous passages, and in actual 
practice it is found that the vacuum in the smoke-box is 
the same as at the fan inlet. 

The air heater can be of two forms. It may be com- 
posed of long horizontal tubes placed in boxes above the 
boiler, and so arranged that the hot gases enter these 
boxes directly from the smoke-box and circulate round 
the tubes on their way to the fan inlet, the air to be 
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heated being drawn through the tubes on its way to the 
furnace fronts. Or it may be composed of a number of 
vertical tubes through which the products of combustion 
pass, having a combined sectional area rather in excess 
of the area through the tubes in the boiler. As these tubes 
are necessarily very much shorter than when placed in a 
horizontal position, some means had to be adopted to 
compensate for the want of length. Owing to the low 
specific heat of air, it is found that by bringing it into 
very close contact with the surface from which the heat 
is derived, it is easy to raise its temperature even with 
comparatively short tubes. At a point about one quarter 
of the length of the heating tubes from the top a 
diaphragm plate is placed ; the holes in this plate through 
which the tubes pass do not fit the tubes but are J inch 
larger than their outside diameter. The air can circulate 
freely through the upper portion of the tubes above the 
diaphragm plate, but to reach the valves on the furnace 
fronts it is drawn down in thin annular streams round 
the heated tubes from which it takes up the heat at 
once. 

As the heated air is drawn from the ends of the heat- 
ing-boxes there would be a tendency for the air entering 
the annular spaces at the comer of the box furthest from 
its exit to take the shortest possible course, namely, move 
in a diagonal direction across the tubes. This is pre- 
vented by placing vertical division plates between the 
tubes, so that no matter where the air enters it is forced 
to travel over every portion of the heated tubes before 
escaping, with the result that it is heated to over 300° F. 
This arrangement is less expensive than the horizontal 
air-heating tubes, and also takes up much less space above 
the boiler. 

On leaving the heating- boxes the air is led down pas- 
sages on both sides of the smoke-boxes, and enters the fire 
through the regulating valves on the furnace mouthpiece 
or front. Five valves are provided on the furnace front, 
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as will be seen on reference to Fig. i6. The two lower 
valves communicate with the ashpit, and the three upper 
valves with the furnace above the bars. As the air passes 
through perforated baffle-plates in the ordinary way, the 
two upper side-valves are only required when an excess 
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Fig. 15.— SectioD of Furnace Front. 

of hot air is necessary. Under ordinary circumstances 
plenty of hot air can be admitted above the fires through 
the valve on top of the furnace fronts (Fig. 1 5). 

A cast-iron ashpit door (Fig. 1 6) is fitted to the lower 
portion of the front; this door is perforated with a 
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number of ij inch holes to allow the entrance of a 
certain proportion of cold air under the bars. In some 
cases the doors are fitted with a sliding perforated plate 
at the back to regulate the air admission. A little cold 
air under the bars in no way affects the economy of the 




Fig. 16. —Furnace Front. 

system, for it has to pass through a mass of incandescent 
fuel on the bars, which reduces the temperature very 
slightly. It has an advantage in that it keeps the bars 
and bearers cool, and this is very essential when burning 
at a very high rate. 

For all rates of combustion ordinary cast-iron bars 



Digitized by VjOOQIC 



1 68 SMOKE ABATEMENT 

may be used, but it has been found advisable in most 
instances to raise the grates 2 inches higher at the 
bridge than at the mouth of the furnace, the usual prac- 
tice being to make the back end of the bars level with 
the centre line of the furnaces, the dead-plate and door 
being kept 2 inches lower than the centre. The bars 
ought to be as thin as possible, about f inch full, with 
f inch air spaces, and may sometimes with advantage be 
cast in sets of three or more (Fig. 17). 

For land purposes there is no more popular type of 
boiler than the Lancashire, although, owing to the large 
area in the flues, and the comparatively low ratio of 
heating surface to grate surface, it cannot by itself be 
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Fig. 17. — Fire Bars. 

considered very economical and suitable for high rates 
of combustion. For this reason it is usual to fit some 
form of economiser for heating the feed water, by 
this means utilising the high temperature at which 
the gases leave the boiler proper. This can be done 
with advantage where the boilers are fitted with a high 
chimney of ample capacity. 

An economiser, placed between the boiler and the 
chimney, is an obstruction to the passage of the gases, 
hence the temperature at the base of the stack is reduced, 
unless there is suflScient draught to overcome the obstruc- 
tion. What is gained by heating the feed water is lost 
through defective draught, and the result is poor com- 
bustion and smoky fires. 
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With the hot air induced draught it is different, as an 
inducing fan is part of the system. The waste heat is 
arrested as in an economiser, but instead of being 
returned to the boiler in the form of hot feed water it is 
returned to the fires in the form of hot air for combustion, 
and by this the advantage of the system is apparent, as 
for every lOO degrees of heat returned in this way the 
furnace temperature is probably raised 200 degrees, due 
to improved combustion, hence Ifess formation of smoke, 
owing to the higher furnace temperature, and the 
economy is greater than if the heat were, returned in 
the shape of heated feed water. 

The evaporating capacity of the boiler is increased 
upwards of 50 per cent., and the additional power reduces 
the cost of new installations fitted with induced draught, 
as only two- thirds of the number of boilers are required 
to give the same quantity of steam. Hence there is not 
only the saving in first cost, but also an economy of 20 per 
cent, in working, which would soon pay off the first cost 
of installing, especially if the statement be true (made by 
Messrs. Davy Brothers, Limited, engineers and boiler- 
makers, SheflSeld), " that they have effected a saving of 
;^2So a year in their coal bill (using the same quality of 
coal) since fitting one boiler with the induced draught." 
The firm were so satisfied with the results that in a very 
short time three more Lancashire boilers were fitted up 
with the induced draught. 

The following details of a test may prove of interest : — 



Particulars of Test on a Lancashire Boiler 8 feet diameter by 
28 feet long^ fitted with Ellis and Eaves Patent System of 
Induced Draught, March 5, 1902. 

Duration of trial . . . . .6 hours. 

Kind of fuel used .... Rothervale washed nuts 

of average quality. 
Average draught at fan suction . . 2 inches. 

Average observed steam pressure . 84 lbs. per sq. in. 
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Average temperature of feed water . .142 deg. F. 

Average temperature of gases entering air 

heater . 795 deg. F. 

Average temperature of gases at fan . .667 deg. F. 
Average temperature of air entering air 

heater .... ... 100 deg. F. 

Average temperature of heated air entering 

fires 324 deg. F. 

Average fan revolutions . . -362 per minute. 

Total coal fired . . . 6,480 lbs. 

Total refuse 405 lbs. 

Percentage of refuse .6.2 per cent. 

Coal fired per hour . . . . . .1 ,080 lbs. 

Coal consumed per square foot of grate per 

hour 30 lbs. 

Water evap. per hour from temp, of feed water 

(142 deg. F.) to mean boiler pressure (84 

lbs. per sq. inch) 10,180 lbs. 

Water evaporation per hour from and at 

212 deg. F.. ...... 11,291'lbs. 

Water evap. per lb. of coal from temp, of feed 

water to boiler pressure . . . .9.42 lbs. 
Water evap. per lb. of coal from and at 212 

deg. F. IO-45 lbs. 

Water evap. per lb. of combustible from temp. 

of feed water to boiler pressure . . . 10 lbs. 
Water evap. per lb, of combustible from and at 

212 deg. F 1 1. 1 5 lbs. 

Water evap. per sq. foot of heating surface 

from and at 212 deg. F 13.28 lbs. 

Water evap. per sq. foot of grate surface from 

and at 212 deg. F. . . . . . 313.6 lbs. 

Total water evaporated in six hours . 6108.3 gallons. 



Remarks. 

Dampers, — Hot air under grate full open. Hot air over grate 
sides full open. Hot air over grate top closed. Ashpit 
door slides closed. 

Smoke. — Observations were taken at intervals during the trial, 
and at no time was smoke visible. 

Fires. — The trial started at 9.30 a.m., the fires having been 
cleaned at 8.30 a.m. 
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Wate7\ — The tanks for measuring water were placed one on top 
of the other, the top tank having been previously measured 
and graduated. This tank was filled, and the water was 
then allowed to run into the lower tank. The mean tem- 
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perature of the water in the tanks was 62 deg. F. This 
water was then pumped through one of Green's Patent 
Economisers, and was there heated by escaping gases from 
the boiler to a mean temperature of 142 deg. F., at which 
temperature it was admitted into the boiler. 
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The Jones Underfeed Mechanical Stoker.— This stoker 
is manufactured by the Underfeed Stoker Company of 
America. Fig. 20 shows the stoker complete, ready for 
installation. It consists of a steam ram with a fuel 
hopper outside of the furnace proper, and a retort or fuel 
magazine and auxiliary ram within, tuyere blocks for the 
admission of air being placed on either side thereof. 

Fig. 2 1 gives a longitudinal cross section of the retort 
when filled witt coal. The ram, as shown, is actuated 
by steam, and is worked automatically, or by opening 
the throttle valve as desired. By means of the ram and 
its auxiliary, fuel is forced underneath the fire, its move- 
ment being upward and backward. Green fuel does not 
reach the fire in any instance, as it is thoroughly coked 
before rising to' the zone of combustion. Air is admitted 
at low pressure through the openings in the tuyere blocks, 
as seen in Fig. 22, the air being supplied by a blower 
operated by a small independent engine, or by connec- 
tion with a line shaft. 

The tuyere openings are at a point above the green 
fuel in the retort, but below the fire, and thus the air is 
thoroughly mixed with the gases, which are being liberated 
from the coking coal below. This combustible mixture 
of necessity passes upward and through the mass of 
burning fuel, thereby ensuring complete combustion. 
There is no waste of gases, so there is no waste of 
solid fuel, and from a number of tests made during 
the last five years, it was proved that from one to one 
and a half per cent, of the saving covers the cost of 
operation. 

A plain view of the fire is obtainable at all times by 
looking through the fire-doors, or through mica inserted 
in the doors. The fire has not to be ''seen from the 
rear," as is the case with some inclined grate-stokers, 
which proves the presence of " blow-holes " in their 
fires. 

There is little to wear out, break or burn, no movable 
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part exposed to lire. A straight, even, regular thrust of 
the ram deep down in the fresh coal places the fuel 
exactly where it is wanted — that is, where it will yield 
its last degree of heat. The tuyere blocks alone are in 
contact with the fire, and these (heavy iron castmgs 
weighing from twenty to twenty-five pounds each) are 
protected by the air-blast passing through them. They 



Fig. 22. — Jones Underfeed Stoker — Method of holding Tuyere Blocks 
in position. 

are as durable as grate-bars. When it is necessary to 
replace one, this can be done while the furnace is in 
operation. By simply shutting off the air-blast the 
tuyere block, which is held in position by a rod passing 
through an eye, can be removed, and a new one inserted 
without trouble. 

The installation is a very simple item, and involves 
little disarrangement of the existing boiler plant. In a 
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general way all that is required is the removal of the old 
grate-bars, the introduction of the fuel retort through an 
opening in the boiler front, the setting of dead-plates on 
either side of the retort, and the ordinary steam connec- 
tions to the ram. All this can be done at a slight cost 
and with little trouble. 

As all the air is supplied by an independent blower, it 
gives a great increase in boiler capacity, as the amount 
of coal consumed depends entirely upon the air supplied, 
and the ability to place the necessary amount of fuel in 
the furnace at the desired point. By forcing the boilers 
(although unwise to do so) it is possible to increase the 
boiler capacity 1 00 per cent. 

Owing to the upward and backward movement of the 
fuel, the retort is practically self-cleaning. The complete 
combustion of each atom of combustible matter, secured 
by the mingling of air with gases at the tuyere blocks, 
gives the smallest possible amount of ash. The slight 
residuum is, by the upward movement of new fuel as in- 
troduced by the ram, forced outward and upon the dead- 
plates at either side of the retort, and removed therefrom 
by a few moments' work at intervals, according to the 
quality of fuel used and the intensity of fire maintained. 

In many plants the saving in labour pays a large per- 
centage on the cost of installation, a saving which alone 
would make the installation of the stoker a financial gain. 
In small plants the work of the fireman consists simply 
in filling the hopper, in the operation of the lever, when 
necessary to actuate the ram, and at long intervals the 
removal of the ash. In larger plants, where the auto- 
matic stokers are used in connection with the mechanical 
handling of the fuel and ash, the care of the boiler- 
room is reduced to a minimum, no skilled labour being 
required, and it is possible to teach in one day any man 
of ordinary intelligence to operate the stoker. 

Poor grade coal, bituminous, lignite, small slack, or 
lump coal, not too large for economical hand-firing, are 

M 
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suitable for the stoker, from which good results, as shown 
by tests, are obtained. Owing to the fact that 50 per 
cent, less air is required than in hand-firing, the volume 
of heated gases passing up the chimney is decreased, and 



Fig. 23.— Cross Section, Jones Underfeed Stoker, showing Furnace 
in Application. 

the velocity of gases is reduced, allowing more time for 
the absorption of heat by the boiler surface, and reducing 
the temperature of the escaping gases. It is difficult to 
fix a percentage of saving, as the conditions of working 
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are so different; the saving is never less than lo per 
cent., and sometimes as much as 42 per cent. 

By the thorough mixing of the gases with the proper 
amount of air from the tuyere blocks (which is always 
under the operator s control), and by passing that com- 
bustible mixture through the fire where perfect combus- 
tion takes place, smoke is entirely prevented. 

The stoker can be adapted to special types of boilers 
and metallurgical furnaces where intense heat and free- 
dom from smoke are desired. 

Figs. 23, 24, and 25 show applications of the Jones 
Underfeed Stoker, and the details of the retort. 

The following report of a trial made at the plant 
of the Collins-Taylor Company, Cleveland, Ohio, is of 
interest : — 



Firing (hand or stoker) . 
Boiler (type and size) . Int. 

Date 

Diuution (hours) . 



Kind of coal (name and class) 



Cost of coal (per ton) . 

Steam gauge (lbs.) 

Feed temp, (degrees F.) 

Total coal (lbs.) . 

Coal per hour (lbs.) 

Total refuse (lbs.) . 

Refuse (per cent.) . 

Total water (cubic feet) 

Total water (lbs.) . 

Actual evaporation per lb. coal 

Evaporation F. and A. 212 
per lb. coal 

H.P. developed 

Cost to evaporate 1000 lbs. 
water from and at 212 
degrees .... 

Saving in fuel (per cent.) 

Factor of evaporation . 



Hand 
fired — Two 42 
1 1-9-03 

10 
Goschen f 
Mine Run ) 
I2.05 1 
(9s. 9d.) 1 
87.8 
183 
733^ 
735-6 
^053 

14.31 
911 

55097-28 
7-49 



7-994 

170-45 

$0.1282 
(6.4id.) 

1.0673 



Stoker 
-in. furnaces 
I 2-1 1-03 

. 9 

Salinsville 

Slack 

I-.35 
(7s. id.) 

90 
170 
8544 
949-3 
742.5 

S.67 

1096 

66603.92 

7-79 

8.425 

232.00 

$0.0801 
(i.6d.) 



37-5 
1.0816 
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Mr. George C. Tewksbury, Boston (Mass.), read a paper 
at the New York Meeting of the New England Cotton 
Manufacturers Association, October 2, 1902, on the 
Underfeed Stoker, in which he said : ** To Evan William 
Jones, of P.ortland, Oregon, alone is due the credit of 
first inventing an underfeed mechanical stoker that has 
been successful to a degree almost unknown in mechani- 
cal stokers, not only of the underfeed type, but of stokers 
in general." 

The principle of underfeed stoking is an excellent one. 
In the Jones stoker the application is very simple, and 



Fig. 25. — Jones Underfeed Stoker, showing the arrangement of 
the Retort. 



the results are most satisfactory, both from a smoke- 
preventing and an economical point of view. 

The "Koker" Stoker, Combined with Meldrum's 
Patent Forced Draught. — This stoker combines the 
advantages of the well-known " Meldrum " furnace with 
those of a first-class mechanical stoker on the coking 
principle. By it a high rate of combustion is attained, 
a smokeless chimney secured, and a saving of labour 
effected. Every part has been carefully designed to 
minimise wear and tear, and to avoid breakdowns. 
Duplicate parts are, as far as possible, made to template, 
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to facilitate renewals in case of aceident, and the faces 
of all doors, &c., are planed to secure accuracy of fit. 

The ram (shown in Fig. 27) is an entirely new 
departure; it consists of a sector working on a pivot 
instead of being flat and sliding backwards and for- 
wards ; by this means much less power is absorbed in 
working. The ram is also provided with an arrangement 
by which the rate of feed may be regulated at will 




Fig. 27. — Showing the Riim of the ** Koker" Stoker. 

without stopping the machine. The cams are carefully 
machine-moulded with hexagon cores, and fitted to a 
hexagon shaft; they have chilled faces, and are so 
designed (in conjunction with the bars) that the maxi- 
mum wearing surface is provided with a consequently 
greatly increased life of both. The cams and bars have 
been constantly at work for two .years without showing 
in either case any appreciable wear. 

The bars are made with an undulating surface, so that 
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the reciprocal motion of adjacent bars prevents the 
clinker from adhering, and assists in keeping the fire 
" open." 

The spacing (or windage) of the bars is made very 
narrow, so that great loss of fuel is avoided. There is 
no diflSculty in the lubrication of the bar-ends and cams, 
hence the bars are kept cool, and consequently there is 
little wear and tear. 

The whole of the ashpit being covered, and air forced 
in through the hollow furnace fronts, a remarkably cool 
fire-hole is obtained, so much so that the hand may be 
placed on the furnace front while the furnace is in full 
work without discomfort. The provision of a bridge- 
piece in the hopper, with a small door, enables the fire- 
man at any time to see the state of the fires ; this sight- 
hole can be used also for the insertion of a small stoking 
tool if required. 

The whole of the air supply is under perfect control, 
being obtained by a special arrangement of ** Meldrum " 
blowers ; the air pressure may therefore be accurately 
regulated to suit the varying conditions of fuel and 
steam requirements independently of atmospheric con- 
ditions. This is an important improvement, and if 
properly adjusted there is an entire absence of smoke. 

The steam for actuating the blowers is superheated. 
By this means all danger of dampness in the boiler tubes 
is avoided, and the blowers rendered more efficient. The 
total quantity of steam Used by the blowers for the double 
purpose of forced blast and cooling the bars is very small. 

The furnace fronts are hollow, the blast being made to 
circulate through the spaces provided, with the result 
that the air is heated and the furnace front kept cool. 
This assists in maintaining a cool and comfortable stoke- 
hole. 

Furnace fronts, bar-ends, &c., which are exposed to the 
greatest heat and liable to be burnt, are provided with 
shields which can readily be renewed at a small cost. 
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The accompanjdng illustration (p. 186) shows an actual 
installation taken while the furnaces were in operation. 

The following test was carried out at the Bristol Cor- 
poration Electricity Works on Lancashire Boiler (No. i o), 
28 feet long, 8 feet diameter; grate area, 34.75 square 
feet ; fitted with the '' Koker " stoker and Meldrum's 
forced draught. 



Date of test 
Duration of test . 
Kind of fuel used 
Total fuel burnt . 
Fuel burnt per hour 



Average steam pressure 
Temperature of feed water 
Total water evaporated 
Water evaporated per hour 



September 19, 1899. 

. 6 hours. 

Tredegar washed peas. 

6.216 lbs. 



1,036 lbs. 
Fuel burnt per square foot of grate, per hour 29.8 lbs. 



128 lbs. 
. 178" F. 
57,660 lbs. 
9,610 lbs. 



Water evaporated per lb. of coal, actual . 9.28 lbs. 
Water evaporated per lb. of coal, from and at 

212° F. . . . . . . 10.03 ^^®* 

Total weight of clinker and ash . . . -599 Ihs. 

Percentage . . . . . . ' . 9.63 

Analysis of Flue Gases. 

Percentage of COg . . . . 10.5 

Percentage of O . . . . . . 9.0 

Percentage of CO . . . . Nil. 

The following advantages are claimed foo* the " Koker " 
Stokers : — 

1. Entirely automatic, requiring no assistance in the 
way of hand-firing. 

2. Easily adjustable, both as to feed of fuel and speed 
of bars. 

3. Increased boiler capacity. 

4. Bars have exceptionally narrow spaces, thus obviating 
waste of fuel. 

5. All working parts easily removed and renewed. 

6. Little wear and tear, hence small repair bill. 



Digitized by VjOOQIC 



Digitized by VjOOQIC 



SMOKE PREVENTERS AND FUEL SAVERS 187 

7. High econometer reading, in other words, a high 
percentage of COg in the gases, and consequent economy. 

8. Very little interference with the boiler when fixing 
the apparatus. 

9. May be used with forced or natural draught at will. 
I o. A smokeless chimney. 

The Sprinkler Stoker made by the same firm (Figs. 
29 and 30) is fitted with moving bars to deliver the clinker 
to the clinker pit, the fuel is sprinkled over the major 
portion of the incandescent grate, though as an alterna- 
tive stationary fire-bars are preferred by some, notwith- 
standing the increased attention required by the fires in 
consequence of compulsory cleaning out by hand. It is 
far better to have movable bars as they render valu- 
able assistance in securing economical combustion and 
maximum evaporation. 

The Bennis Patent Pneumatic-Oeared Machine Stoker. 
— In this machine the fuel is thrown or fed by conveyor 
or elevator into a hopper holding about three cwt., of 
which there are two to each Lancashire boiler. Under 
this hopper is placed a cast-iron feeding-box, in the in- 
terior of which there is a very simple pusher plate. A 
certain quantity of fuel falls in front of this plate, and is 
pushed, by its movement, over a ledge formed by the 
bottom of the box. The weight of the fuel so pushed 
over is regulated with the greatest exactitude by means 
of a cam on the driving-shaft, so that in a very short 
time the most ordinary fireman would know just how 
much fuel he was feeding by the position of the cam. 
The fuel thus pushed over falls on to a flat plate, which 
is called the shovel-box, from which it is projected into 
the fire by a shovel, propelled forward, striking the fuel 
and scattering it in the most perfect and effectual manner. 
A patent pneumatic gear drives this shovel. This con- 
sists of a long coiled spring, made from the very best 
drawn steel, enclosed in a cylinder and pressing on a 
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piston. The spring is used merely to propel the shovel 
forward, and any remaining force is taken up by the air 
cushion, thus avoiding all shock or jar on tTie boiler front, 
and making a noiseless machine. 

The cam which draws back the shovel has four varying 
lifts, the effect of this motion being to scatter the fuel on 
the fire in four divisions, each about 1 8 inches long, so 
that in a 6 feet furnace the fuel is thrown on only a 
quarter of the fire at once ; a most material point where 
smokelessness is important, giving time for each portion 
of the fire to become incandescent between each charge. 

When using low class or waste fuels, which generally 
contain a large proportion of clinker and ash, the air 
spaces in the fire-bars of ordinary furnaces soon become 
more or less covered and stopped up, and the fire suffers 
in consequence. 

It is manifestly impossible to adjust the supply of air 
to the fire, to consume the fuel perfectly, unless the 
clinker and ash are regularly removed. 

In the Bennis Patent Self-cleaning Compressed Air 
Furnace this is effectually accomplished. This consists 
of tubular fire-bars of the length the fire is intended to 
be, which all move into the fire together about 2 inches, 
and are then drawn out one by one by the action of cams 
placed on a shaft. These cams are made the full width 
of the bar (about 4 inches or so), so that there is scarcely 
any wear upon them, and so powerful is the self-cleaning 
action that in travelling from the front of the fire to 
the back the coal ascends an incline of more than 3 
inches. 

The clinker is slowly carried by this action to the back 
end of the bars, where it drops over into a closed chamber, 
gives up its heat to the boiler, whence it is drawn out 
about once every day. 

The air spaces between the bars being always free and 
open, and each tubular bar having its own supply of 
compressed air, the draught is evenly distributed over the 
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whole fire-grate, and the boiler continues to do its work 
even while cleaning out the clinker from the chamber, 
and the fire being always clean is ready to have sudden 



calls for steam made upon it, and by turning on ^the 
blowers full, the rate of combustion can be enormously 
increased. 
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The bars are constructed with extremely fine air spaces 
so that breeze or dust fuel may be burned with ad- 
vantage. 

An automatic device is shown (Fig. 32) for controlling 
the damper in the flues, the speed or motion of the 
machine stokers, and the supply of air to the furnace 
from the steam pressure, maintaining a constant pressure 
on the boilers suitable for all classes of work, especially 
where the load is very variable. 



Fig. 32. — Automatic Device for Regulating Damper. 

The illustration shows the dead-weight valve on the 
steam-pipe, which controls a large hydraulic valve work- 
ing the swivel damper in flue, and from which suitable 
connections are made to driving for machine stokers and 
to the blowers for furnaces. 

The Bennis Stoker and Compressed Air Furnace is 
most valuable — 

(a) Where there is a short supply of steam. 

(b) Where smoke is a nuisance. 

(c) Where firemen have oiling and engines to attend to. 
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(d) Where cheaper fuel can be had. 
(e) Where the load is very irregular. 

(/) Where economy is an object. 

There is no cleaning out of fires; each fire is under 
separate control; the fire doors open outwards, as in 
ordinary hand-firing, and are of large size ; and the air 
supply to fire and the coal supply are under immediate 
and simple control It is claimed that the furnace will 
burn low-grade fuels or high-grade fuels with the utmost 
possible economy, prevent black smoke, give less work 
to the firemen, prolong the life of the boiler, and respond 
to sudden calls for steam, burning capacity usually being 
up to 30 lbs. of fuel per square foot of grate surface 
per hour. 



Result of Comparative Boiler Tests made at the Works of 
Messrs. The Butterley Iron Company, Limited, Codnor 
Park. 

Hand Firing versus tfie ^* Bennis" Machine Stoker and PateTU Self-cleaning 
Compressed A ir Furnace. 





Hand. 


Bennia. 


Date of test . 


18/1/1902 


23/1/1902. 


Duration of test 


5 hours 


5 hours 


Type of boiler . 


Lancashire 


Lancashire 


Size of boiler . 


7 ft. 6 in. X 30 ft. in. 


7 ft. 6 in. X 30 ft. < 


Total water evaporaied . 


2320 gallons 


4540 gallons 


Total coal burnt 


2 tons 3 cwt. 


3 tons 4 cwt. 


Water evaporated per hour 


464 gallons 


908 gallons 


Coal burnt per hour 


963 lbs. 


1434 lbs. 


Water evaporated per lb. 






of coal .... 


4.82 lbs. 


6.33 lbs. 


Price of coal per ton at pit 


2s. 6d. 


IS. 


Cost of fuel to evaporate 






1000 gallons of water . 


2S. 3fd. 


8id. 


Extra evaporation per hour 




95.69 per cent. 


Extra evaporation per lb. 






of coal .... 




31.48 M 


Net saving in weight of 






coal .... 




23-94 » 


Net saving in cost of 






evaporation . 




69.58 ,, 
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Underfeed Stoker. — Fig. 33 illustrates an underfeed 
stoker of English make. The principle of underfeed is 
exactly the same as that of the underfeed stoker of 
America, but the mechanism by which the principle is 
applied is distinctly different. The stoker consists of a 
hopper or receptacle for the fuel, the base of which com- 
municates by means of a pipe with a horizontal trough 
or combustion retort within the furnace of the boiler. 
This trough or retort contains a screw or worm conveyor 
actuated by a small steam motor placed in front of the 
hopper. By the rotation of the worm the fuel is advanced 
from the hopper into the retort, filling it with coal, which 
overflows upon the terraced grate bars at the sides in a 
rounded mound. Air for the combustion is introduced 
below these grates and through tuyere orifices along the 
inside of the retort at a point near its top. The descrip- 
tion will be more perfectly understood by reference to 
the figure, in which is shown a stoker for internally fired 
boilers, below which a cut of the feeding worm or convej^or 
also is shown. 

By reference to the figure named it will be seen that 
it is the hopper into which the coal is introduced either 
by a shovel or by a mechanical coal conveyor. The 
hopper communicates by means of a pipe with the retort 
or combustion chamber of the stoker, B. In the bottom 
of the retort lies the taper worm, C, which, for explana- 
tion, is shown in the cut removed from the stoker. The 
worm is caused to revolve by the steam motor, D, which 
communicates its motion by a rack-lever and a ratchet- 
wheel, the details of which are fully shown in Fig. 34, 
where the driving-gear has been exposed by removing 
the protecting shields. Referring again to Fig. 33, E is 
the bridge wall bracket, F the terraced grates with the 
apertures for discharging the air horizontally, thus pre- 
venting the entrance of ash and unconsumed coal into 
wind box, G. The air for the combustion of the fuel is 
led to the stoker by galvanised sheet-iron pipes, which 

N 
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enter at H. I is a damper to regulate the supply of air. 
The stoker is introduced into the boiler as far as J, which 
is a cast-iron front plate with a suitable door opened by 
the handle, K. 

In cleaning the fire the hopper, A, may be revolved 
round the conveyor pipe, thus permitting of perfect access 




Fig. 35.— Cross. Section of the Underfeed Stoker in the Flue of a 
Lancashire Boiler. 

to all parts of the furnace. The door is perfectly counter- 
balanced, and will remain in whatever position in which it 
may be placed. 

In Fig. 3 5 the stoker is shown in cross section, inside 
the flue of a Lancashire boiler feeding and burning coal. 
Here A is the retort or fuel magazine, B the terraced 



Digitized by VjOOQIC 



SMOKE PREVENTERS AND FUEL SAVERS 197 

grates, C the wind box, D the green coal which, being 
gradually pushed up to the burning point, has commenced 
to ignite at the point E, when it meets the incoming air 
from the tuyeres F and F^ Here the coal is coked, i.e, 
deprived of its volatile hydrocarbon gases, which, as they 
can only escape by rising through the glowing coke, are 
completely consumed without smoke, while the com- 
bustion of the fixed carbon in the coal is completed by 
the air introduced through the apertures in the sides of 
the terraced grates, B. 

The stoker is built to operate in both internally and 
externally fired boilers, and the two types are designated 
the " B " and " C " stokers respectively. 

The " B " stoker for internally fired boilers, such as the 
Lancashire, has already been described. 

The "C" stoker for water-tube and other externally 
fired boilers has the same apparatus for underfeeding 
the coal as the '*B" type, but is further provided with 
mechanism for rocking the terraced grates in such a 
manner as to not only break up any hard masses of coke 
or clinker which may be formed during the combustion 
of the fuel, but also to spread the coal to the right and 
left over the grates from its place of entrance into the 
furnace at the retort. Thus it is possible with a single 
stoker to spread the coal over a furnace as wide as 10 
feet. There are ash trays at the sides of the grates along 
the side walls of the furnace into which the ash and 
clinker is carried by the movement of the grates. The 
ash may be removed from these trays without in any 
way interfering with the body of the fire. 

There is secured a combination of underfeeding the 
coal (the advantages of which have already been fully 
explained), spreading it at a proper thickness evenly over 
a very wide furnace, a regular air supply at a very low 
pressure, and a practically self-cleaning grate. 

Mechanical draught is an inseparable part of this 
stoker system, and according to circumstances it may be 
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Fig. 37. — The Underfeed Stoker applied to a Lancashire Boiler, one-half 
ill Section. The Air Piping Is shown below the Boiler. 
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either forced or induced. For this purpose special fan- 
blowers are used, which are actuated by small steam 
engines, either directly connected to the fan or belted. 
In some instances where a supply of electric current is 
obtainable, an electric motor may be substituted with 
advantage in place of the engine. 

Figs. 36 and 37 show the underfeed stoker, as applied 
to a Lancashire boiler. 

These trials were conducted by Messrs. Vickers, Sons, 
and Maxim, Limited, at their works, for the purpose of 
determining the economy and capacity of Lancashire 
boilers, equipped with underfeed stokers. 

The boilers were adjacent to each other and identical 
in every particular, one being fitted with underfeed 
stokers, and the other hand-fired with forced draught. 

The comparative trials were made under different 
conditions. During the first trial nut coal was burned, 
and it was then the aim to evaporate the same quantity 
of water in each boiler in order to compare the con- 
sumption of fuel. 

In the second trial, slack coal was used, and practi- 
cally the same quantity was burned in each boiler, for the 
purpose of making a comparison of the quantity of water 
evaporated. 

In each case the trial lasted eight hours (p. 201). 

The following reasons may be adduced to show why 
the stoker effects the important economies shown in the 
tests : — 

1. Fire doors are not being constantly opened for 
stoking, with the inevitable inrush of cold air. 

2. The boiler is always receiving the radiation of heat 
from a clear bright fire, and there are no periods of a 
dull or black surface. The combustion of fuel being 
complete, the full calorific power of the fuel is realised, 
there being no loss of efficiency due to escape of smoke 
and unconsumed gases up the stack. Due to the prin- 
ciple of its feed supply, the combustion of the gases 
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Dimensions. 
Grate surface . sq. ft. 
Itatio heating to grate sur- 
face per cent. . 

Pressures. 
Steam gauge 

Pi tot gauge air supply at 
stoker 

Temperatures. 
Flue uptake 

Feed water .... 
Steam 

Fuel. 
Total coal consumed . 
Total refuse 
Per cent, of refuse 
Total combustible 

Fuel per Hour. 
Coal per hour 
Combustible per hour . 
Coal per sc^. ft. of grate 

Flue Gas at end of Boiler. 
CO2 per cent, of vol. . 

c8 " ' 

Total Water. 
Total water used 
Factor of evaporation . 
Total from and at 212° F. . 

Water per Hour. 
PJvaporated into steam 
Evaporated from and at 
212° F 

Economic Evaporation. 

Apparent per lb. coal . 

E<iuivalent per lb. coal from | 
and at 212° F. . 
! Apparent per lb, combustible 

Equivalent per lb. combus- 
tible from and at 212° F. . 

Result. 
Increased evaporation per 
111. coal by stoker 



First 


Trial, 


Second 


Trial. 


No. 9 
Hand ftred. 


No. 10 
Stoker ftred. 


No. 9 
Hand ftred. 


No. 10 
Stoker fired. 


H.S^-17.28 
G.S.-i 


27-75 
20.9 

I 


24-7 
^3-3 

I 


27.75 
20.9 

I 


133.6 lbs. 


134.5 lbs. 
.417" RH. 
.408" L.H. 


122.9 lbs. 


132.3 lbs. 
.46" R.H. 
.45" L.H. 


909° F. 
357.1° F. 


680" F. 
191.3' F. 
357.6° F. 


194 F. 
351.1° F. 


683^ F. 
193.3° F. 
356.6° F. 


6,244 lbs. 
468 lbs. 

7-49% 
5,776 lbs. 


5,235 lbs. 

296 lbs. 

5.6% 

4,939 lbs. 


4,637 lbs. 

279 lbs. 

6% 
4,358 lbs. 


4,664 lbs. 

292 lbs. 

6.26% 
4,372 lbs. 


780.5 lbs. 

722 lbs. 

23.36 lbs. 


654 lbs. 

617 lbs. 

23.57 lbs. 


579.6 lbs. 

544.7 lbs. 
23.4 lbs. 


583 lbs. 

546.5 lbs. 

21 lbs. 






12.00 

6.85 

.00 


15.82 

2.75 
a trace. 


36,821 lbs. 

1.065 

39,214.4 


36.973 lbs. 

1.0682 

39,494-5 


27,835 lbs. 

1.063 

29,588.6 


35,072 lbs. 

1.065 

37,351.7 


4,602.62 lbs. 


4,621.62 lbs. 


3,479 37 lbs. 


4,384 lbs. 


4,901.81 lbs. 


4,936.81 lbs. 


3,698.5 lbs. 


4,688.9 lbs. 


5.89 lbs. 


7.06 lb.s. 


6 lbs. 


7.51 lbs. 


6.28 lbs. 
6.37 lbs. 


7.548 lis. 
7.48 lbs. 


6.381 lbs. 
6.38 lbs. 


8.008 lbs. 
8.02 lbs. 


6.788 lbs. 


8.00 lbs. 


6.79 lbs. 


8.54 lbs. 




20% 




25.3 % 
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is practically effected when they reach the bridge wall. 
ix. the coal is burnt with a shorter ttanie. This enables 
the boiler to more completely absorb the heat, and per- 
mits of a lower temperature of the uptake gases. 

3. It burns the coal with a minimum amount of air. 
When it is considered that about fifteen times its weight 
in air has to be used to burn a pound of coal, and that 
of this four-fifths is inert nitrogen which has to be raised 
to the furnace temperature, the importance of only intro- 
ducing into the furnace the precise amount-of air neces- 
sary for the combustion of the coal becomes apparent. 

4. The stoker burns cheap, low-grade, slack fuels, with 
high thermal efficiency, and without creating a smoke 
nuisance. 
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CHAPTER X 

SMOKE PREVENTERS AND FUEL SAVERS— 

Conlinned, 

The "Loidis" Patent Furnace — The Wilson Siiiokeless Process — The British 
Smoke Preventer — Simplex Smoke-preventing Appliances — Gregory 
and Foster's Smoke Consumer — Riishwortli and Livse.v Self-cleaning 
Furnace — The Johnson Economiser — Green's Economiser. 

The " Loidis " Patent Furnace. — In the " Loidis " fur- 
nace, manufactured by the Horsl'all Destructor Co., Ltd., 
a successful attempt has been made to secure the benefits 
of "forced draught," namely, increased duty from the 
boilers due to perfect combustion, combined with the 
prevention of smoke. The forced draught is obtained 
by means of steam jet blowers of special construction 
under the grate, while a split bridge of special con- 
struction is provided to give the air supply over the 
grate for the complete combustion of smoke. 

The first form of steam jet introduced was doubtless 
the plain round nozzle. It is generally held that the 
action of the steam jet is almost entirely due to surface 
friction between the steam and the air. This being so, 
the correct thing is to make the steam jet flat, which is 
the form used in the blowers. The adoption of these 
improved jets for use in the " Horsfall " destructor and 
the "Loidis" furnace has resulted in a large saving of 
the steam used by the jets. 

With forced draught, fire-bars having fine and per- 
fectly even spaces are necessary to ensure a regular 
distribution of the blast. 

Tlie bar used with the " Loidis " forced draught is 
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specially designed with this view, the width of the spaces 
being varied to suit the fuel to be burnt and the kind of 
draught to be employed. 

The furnace when burning refractory fuels such as 
anthracite dust, coke breeze, house refuse, tanners* refuse, 
or *' spent bark/' has been found most efficient in keeping 
up a high temperature so essential to perfect combustion ; 



Fig. 38. — The ** Loidis " Patent Furnace (Front Elevation). 

and it is suitable for all kinds of boilers. The furnace 
is shown in front elevation in Fig. 38, and in section in 

Fig. 39- 

This furnace comprises a steel front plate in one piece 
turned to fit the grummet of the boiler front ; two 
patent flat jet blowers to each fire placed outside of the 
flue and delivering a steady stream of air, thus main- 
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taining an even pressure under the bars instead of 
blowing holes in the fire; a split bridge controlled by 
a door and rod delivering hot air into the heart of the 
fire, which is a most effective smoke preventer; firing 
doors of ample size, well fitted and protected by baffle- 
plates ; a hollow baffle, protecting the upper portion of 
front plate from the heat ; a special super-heater for the 
steam supply to blowers; a closely fitting ashpit door; 
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Fig. 39. — Section of '* Loidis " Patent Furnace for Lancashire or 
Cornish Boiler. 



grate bars of special design ensuring even distribution of 
air, and preventing escape of unburnt fuel ; massive and 
durable dead-plates, bearers, and ties; stop- valve and 
pressure-gauge on steam pipe by which a moderate 
pressure may be maintained on the jets, ensuring 
economy and dry steam. Actual trials of this furnace 
on users' premises have proved the economy effected 
by it. 
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The following tests of this furnace are appended : — 

Results of Tests. 

Natural Draught (ordinary furnaces and grate bars). 
Date, October 1899. 

Mean of Tico lYiaU, 

Sbeam pressure maintained . -75 lbs. per sq. in. 
Nett water evaporated per hour . 6090 lbs. 
Nett evaporation per lb. of coal . 7.21 lbs. 

•' Loidis " Forced Draught Furnace. Date, October 
1899. 

Mean of Two Tnals. 

Sbeam pressure mjiintained . -75 lbs. per sq. in. 

Nett water evaporated per hour . 6061 lbs. 
Nett evaporation per lb. of coal . 10.04 lbs. 

Increased efficiency due to the use of the " Loidis " 
patent furnace equals 2.83 lbs. of steam per lb. of coal, 
or 39 per cent. 

In the above results the steam used by the patent 
blowers has been fully allowed for, having been carefully 
measured at the time, and deducted from the figures 
given for the evaporation. 

The increased efficiency was most marked in the 
afternoon, after the fires had become dirty, the " Loidis " 
furnaces maintaining a constant evaporation throughout, 
whereas the evaporation under natural draught fell off 
considerably as the trial proceeded owing to the fires 
becoming clinkered up. Following the usual practice at 
the colliery, the fires in all cases were only cleaned once 
a day. 
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Trials — Lancashire Boiler. 
I. Natural Draught. Date, March 21, 1901. 



Duration of test . 
Total water evaporated . 

Equal per hour 
Total coal used 

Equal per hour 
Water evaporated per lb. of coal 

>. "Loidis" Forced Draught. 

Duration of test . 
Total evaporation . 
' Equal per hour 
Total coal used 

Equal per hour 
Water evaporated per lb. of coal 



Six hours. 
39,850 lbs. 
6,641.6 lbs. 
5,704 lbs. 
956.6 lbs. 
6.942 lbs. 



Date, March 22. 1901. 



Six liours. 
35,800 lbs. 
5,966.6 lbs. 
* 3,080 lbs. 
5'3-3l^s. 
1 1,623 l'^^- 



Coal consumed in each case, Messrs. Insole's (Cymmer). 

The temperature of the feed water was practically 
constant, at about 240° F., but averaged a few degrees 
lower in the forced draught trial. The steam used by 
the steam jets (maximum) four jets at 60 lbs. per hour, 
equalled 240 lbs. per hour, leaving nett evaporation 
5,726.6 lbs. per hour. The nett evaporation per lb. of 
coal for forced draught equals 11. 15 lbs. The nett 
increase in evaporation per lb. of coal equals 4.2 1 lbs., 
or 60 per cent., giving a nett saving in coal for 
equivalent work of 36 per cent. 

The Wilson Smokeless Process. — The mechanism con- 
nected with the Wilson process (Fig. 40) is exceedingly 
simple and free from delicate or intricate working parts 
to be maintained externally or in the furnace, and there- 
fore is not liable to become disordered or troublesome. 
The practical operative principle is, that it in no way 
interferes with the ordinary methods of firing or operating 
the boiler. It deals only with the gases rising from the 
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fire-bed of the furnace which otherwise would pass off 
unignited. With these products is diffused a prepara- 
tion which is atomised by steam (Fig. 41) and mixed 
with hot air over the fire, causing increased temperature 
and ignition of the gases which would otherwise leave 
the furnace imburnt. The chemical supplies all the 



Fig. 40. — The WilsoiiSmokeless Process as applied to the Lancashire 
Type of Boiler. 

conditions requisite for perfect combustion, and is intro- 
duced to inflame the carbon, and accomplish what may 
be broadly termed ihe hiirnivg of smoke. The cost per 
ton of coal for the chemical is insignificant ; and as 
it is alkaline, and not brought into contact with the 
metal, it has no deleterious action on the furnace or 
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plates. On the contrary, it serves to neutralise sulphuric 
acid formed by the combustion. 

The soot deposit is of necessity greatly reduced 
through the perfect combustion effected by the process ; 
the draught is improved, because of the decreased specific 
gravity of the gases; and lower grades of coal can be 
economically burnt with satisfactory results. 



Fig. 41. — The "Atomiser" applied to Boilers in connection with the 
Wilson Smokeless Process. 



By referring to Figs. 40 and 41 it will be seen that the 
Wilson process as attached to a Lancashire boiler is 
unobtrusive in appearance, and is operated by a few 
small valves controlling the chemical supply and air to 
the furnace. 

The internal arrangement is likewise simple, and neces- 
sitates no change of or to the grate bars or shape of the 
furnace. 

The work of applying the process to a boiler can 
usually bo done with a stoppage of one day. 

o 
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The boiler is not subject to delays resulting from any 
possible disability of the process, and can be worked 
equally with or without it in operation. 

It does not necessitate any changes in the usual 
practice of the stokers or the customary method of hand- 
firing. 

The following tests of the process were conducted at 




Fig. 42. — The British Smoke Preventer, Longitudinal Section 
through Furnace. 

the New Hall Works, Birmingham, on January 17th and 
1 8th, 1901 : — 

Two Lancashire boilers, 6 ft. 6 in. by 30 ft. . 

Coal used, slack and screenings, Aldridge Colliery. 

Duration of each test, 9 consecutive hours. 

Fires cleaned immediately before tests commenced 
and once during tests. 



Digitized by VjOOQIC 



SMOKE PREVENTERS AND FUEL SAVERS 211 



Coal taken from same boat-load, all conditions alike. 
Feed water passing through economiser, average i 39° F. 



I 



Without 
the Wilson 
Smokeless 

Procesi*. 



Pounds. 
Cojil bnrtied . . . ■ . 6,272 

Ashes 1,226 

Water evaporated .... 32,032 

Evaporation per )iound of coal .1 5.10 
coinhustibte 6.34 



Appearance of chimney top after ) 
firing J 



Bhick smoke 



With 

the Wilson 

Smokeless 

ProcehS!. 



Pounds. 

4,816 

■984 

33,242 
6.90 
8.67 



I 



Gain 
per cent, j 

23 



f Perfect combustion 
\ No blsick smoke | 



Comparative tests made on two " Belleville " water- 
tube boilers at the Halles Centrales, Paris, on February 
17 and 18, 1903, gave the following results: — 



Without With 

: Wilson Process, I Wilson Process, 
I Feb. 17th. I Feb. i8th. 



Duration of tests . 


hrs. 


5h 


5i 


Period of tests 




9.30 A.M. to 


9.30 A.M. to 






3 P-M. 


3 P-M. 


Average steam pressure 


lbs. 


181.7 


185.36 


Average temperature of 








feed water . 


F. 


130 


131 


Total coal consumed 


lbs. 


3,821 


3,466 


Total water evaporated . 


lbs. 


23,180 


23,309 



Water evaporated j.er lb. 
of coal . . . lbs. 



6.06 



6.73 



Gain by process in evaporative duty of builer, 11 per cent. 

The British Smoke Preventer. — Fig. 42 gives a longi- 
tudinal section through this furnace, and Fig. 43 shows 
the furnace front in position, and furnace front removed. 

The apparatus is fixed at the front or firing end of the 
boiler furnace, and stands upon a special dead-plate, which 
is perforated on either side of the fire-door opening; 
over these openings are arch-shaped hollow castings, 
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conforming on their outer skin to the shape of the 
furnace, and on their inner skin to the fire-door opening. 
The air admitted into the chambers from the ashpit 
becomes heated, and is then passed forward through a 
series of nozzles or tuyeres, and delivered to the gases 
from the fire at a temperature of over 300° Fahr. 

The amount of air admitted can be controlled or 



Fig. 43. — British Smoke Preventer, showing^ furnace front in position 
with door closed and furnace front removed. 

regulated by a small flap valve which fits inside the air 
admission openings through the dead-plate. The valves 
are connected on one small rocking shaft under the dead- 
plate to which a draw-rod worked by a knob on the out- 
side of front is connected. The draw-rod is notched, 
and its position in the different notches regulates the 
opening, and consequently the amount of air admitted. 
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The fire-doors are provided with an effectual baffle-plate 
on the fireside, and on the outside with an efficient and 
simple locking catch, which holds the door in position 
when the ship is rolling, and when the. fire-door is open 
for firing, thus preventing the door from swinging to and 
fro, which is a source of great annoyance. 

The furnace fronts are also provided with ashpit 
damper and pricker bar-rod. The dampers are made 
to swing on the pricker bar-rod, and can be either taken 
ott* altogether, or lifted by the chain to suit the working, 
either going easily or full speed. In connection with 
marine fronts, the ashpit damper shuts tight, as the 
wings of the ashpit are closed in, and the damper makes 
a good fit, thus keeping steam from blowing oft* and con- 
sequent waste. In all marine work, the bars are not 
interfered with, the front and apparatus being made to 
suit those existing. 

This appliance is a very simple one, cheap to instal, 
and to work. It requires no more attention than closing 
the fire-door, immediately after firing or raking, its action 
entirely dopsnding on the ordinary pull, or draught of the 
chimney. 

The Company guarantee the apparatus to effectively 
prevent the emission of black .smoke, and obtain a mini- 
mum economy of 5 per cent. If unsuccossful, they will 
remove the apparatus, without damage to bjiler, and at 
their own expense. 

The "Simplex Smoke-preventing Applianco" (Gre- 
gory and Applegarth's Patents). — Figs. 44 and 45 show 
the front and section of a Lancashire boiler ; and Fig. 46 
the section of a Babcock boiler fitted with this appliance. 

The principle on which this invention is worked is 
that of a strong induced air current applied in a special 
manner. The apparatus can be readily understood by 
referring to the illustrations, which show that it can easily 
be applied to any boiler without alteration of existing 
arrangements, being fitted through the furnace front into 
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the furnace above the fires. Steam is conveyed by a 
pipe of small diameter from the nearest convenient source 
to the appliance. 

The velocity of the air current can be controlled at 



will to suit the nature of the fuel or the rate of combus- 
tion required. The admission of the induced current of 
air to the furnace can at any time be checked or stopped, 
full control of the fire beins; thus obtained. 



*o 
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In cases of sluggish draught the apparatus is especially 
useful, and of great value where boilers are hard pressed, 
or where high-pressure steam is required to be raised 
quickly. 



It is quickly fixed; the gases are immediately and 
effectively diffused ; the steaming power of the boiler is 
increased ; there is complete combustion ; and smoke is 
prevented. 
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Comparative tests, with and without this appliance, 
will be found on pp. 2 1 8, 2 19. 

The boiler was of the Lancashire type, 22 feet long, 
6 feet diameter, having two flues, each 2 feet 6 inches 
diameter, with a total grate area of 27 square feet. 

The coal, which was of the ordinary quality of Des- 
hagar coal, fairly lumpy, was weighed. The first trial 
was for five hours, from 7 a.m. to noon, under natural 
draught, and without the appliance at work. 

During this trial, from 7 a.m. to 9 a.m., dense smoke 
issued from the chimney when the furnaces were tired ; 
but as the trial continued the smoke became less 
dense each time coal was put into the furnaces; still 
at no time throughout the trial did the smoke entirely 
cease. 

The following day, the 1 1 th instant, a second trial was 
made, and on this occasion the Simplex Smoke- preventing 
Appliance was applied. 

The trial commenced at 7 a.m., and was continued for 
five hours, exactly upon the same basis as the trial of the 
previous day. 

During the trial the smoke emitted from the chiumey 
was practically nil ; a higher temperature of steam was 
maintained throughout ; the temperature of the econo- 
miser was considerably increased ; and the coal consumed 
was I cwt. less. 

It will be noted that the coal consumed without the 
smoke-preventing appliance in use was 1 3 cwts.,'and with 
the appliance in use 1 2 cwts., a saving of i cwt. with the 
appliance in use. This gives a saving of over 7 per cent, 
on the gross coals used, which at first sight may appear 
contrary to what one might expect, since live steam is 
utilised in creating complete combustion ; but it must be 
borne in mind that in creating combustion, units of heat, 
which otherwise would have been carried away through 
the chimney with the dense volume of black smoke, are 
utilised in heating the flues and also the feed water in 
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Smoking more or less all the time. 



Total dirt removed, 312 lbs. 



Total coal burnt, 13 cwts. 
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Slight smoke seemed to issue each time fur- 
naces were fired, but ceased in 40 to 50 seconds. 



Ills I 






Total dirt removed, 243 lbs. 



Total coal consumed, 12 cwts. 



5-SES 






||2 
I 






^ . - 




Digitized by VjOOQIC 



220 



SMOKE ABATEMENT 



the economiser, for while the maximum temperature of 
the economiser without the appliance in use was 212**, 
with the appliance in use it was 263°, being a gain of 
5 I °. This increase of temperature in the feed water 
when being converted into steam more than compensates 
for the coals used in supplying steam to the appliance. 
The tests were carried out by Mr. A. L. Whittell, 
M.I.Mcch.E. 

Mr. W. T. Carr, Engineer to the Crystal Palace, 
Sydenham, made some tests with best quality of Huck- 
nall slack, on a boiler fitted with the Simplex Smoke 
Preventer, the water and coals being carefully measured 
and weighed in the same manner as when previous tests 
had been made with other coals. The boiler was one of 



WedDesday 
Thursday . 





Weight in lbs. 




Hours 
Worked. 

12 
14 


Coals. 


Water. 

22,242 
27,185 


Ashes. 


Clinker. 


3.360 
4,256 


209 
248 

457 


252 
293 


7,616 


49,427 


545 


26 



1 Lbs. of Water 
1 Evaporated per lb. 
I of Coal. 



6.49 



Weight in lbs. 


Percentage of 


Coals. 


Water. | Refuse. 


Kef use to Coal. 


7,616 


49.427 1,002 


13.15 



Galloway's 27 feet by 7 feet diameter, and throughout 
the trial was doing about 100 horse-power work, driving 
machinery and the dynamos for electric lighting. The 
average steam pressure maintained was 60 lbs. per square 
inch. The coals used for raising steam are included in 
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the return. The Simplex Smoke Preventer was used as 
per the directions of the makers, and kept on after each 
firing until the coals were well alight. The smoke was 
prevented, as claimed by the makers. 

Ordinary good quality Welsh coal costs 35s. per ton 
delivered, while Hucknall slack coal costs 20s. 4d. per 




Fig. 47. — Gregory and Foster's Apparatus fitted to a Lanuasbire Boiler. 



ton delivered, Welsh coal evaporates 7.5 lbs. of water 
per lb. of coal consumed, and Hucknall slack evaporates 
6.5 lbs. of water per lb. of coal consumed. To make the 
comparison exact, one-seventh (3s.) must be added to the 
cost of slack, increasing its cost to 23s. 4d., to do the 
work of I ton of Welsh coal at 35 s. It will thus bo 
seen that by using, say, i ton 3 cwts. of slack at a cost of 
23s. 4d. (assisted by the Simplex Smoke Preventer), the 
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same work is done as that obtained from i ton of Welsh 
coal, costing 35s. per ton, thus saving i is. 8d. 

Oregory and Foster's Smoke Consumer and Steam 
Generator — On referring to Figs. 47, 48, and 49, it 
will be seen that in this consumer the air is drawn 
through openings in the furnace front into an interior 
chamber which forms a shield to furnace front, keeping it 



Fig. 48. — Front Elevation of the Gregory and Foster 
Consumer applied to a Babcock Boiler. 



cool, likewise heating the air to a high temperature before 
it enters the furnace. 

Two retort pipes are laid from the interior chamber 
and directed over the fire. Inside these retort pipes is 
a specially constructed nozzle admitting a ^-inch jet of 
steam which causes a strong induced current of air to 
flow. The steam and air mingling together in these retort 
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pipes form, with the gases formed within the furnace, 
carhuretted water gas which is effectually consumed, thus 
preventing smoke. 

This is another very simple appliance, adapted for 
various types of boilers, will burn inferior fuel, increase 
steaming power of boiler, prevent smoke, and save fuel. 



Fig. 49. — Section of Babcock Boiler fitted with a Gregory and 
Foster Consumer. 

Rushworth and Livsey Self-cleaning Furnace. — Fig. 
50 will readily explain the working of this furnace. A 
small shaft is fixed overhead in front of the boilers, the 
motion is then transmitted by an eccentric to the ratchet 
wheel below. As the worm wheel revolves the tubes are 
moved backwards and forwards about once in five minutes. 
This motion, with the aid of the toothed side-bar shown 
in drawing, is sufficient to keep the fire free from dirt. 
The fire-bars which reach the whole length of tube are 
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held firmly in position with slotted brackets, thus obvi- 
ating all risk of warping and lifting. 

The makers claim for the furnace that 2 horse-power 
is sufficient to drive the mechanical parts for a battery 
of eight boilers, increased boiler power, no dense smoke, 
find a saving of fuel. 



Fig. 50. — Rnshworth and Livsey Self-cleaning Furnace. 

The Johnson Economiser and Smoke Consumer. — 

The principle on which this invention (Fig. 51) is based 
is that of an extra grate without fuel, built behind the 
first bridge on which the special material by the ordinary 
flame, hot air, and by ignition of unburnt gases becomes 
incandescent. 

The efiect of this grate is to create a regenerative 
furnace which will destroy the smoke, and give a greater 
heat in the flues, necessitating less fuel on the usual fire- 
grate, and eft'ecting economy at the firing end. The 
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radiation of heat from the grate makes up the loss of 
temperature which occurs 
when the furnace is fired, 
and keeps up a steady head 
of steam. 

The air is supplied through 
a channel plate in the bottom 
of the ashpit directly under 
the incandescent bed, and 

becomes heated in its passage -^ 

through without the aid of -J 

steam jets, and is entirely ^ 

controlled by the ordinary ^ 

draught of the chimney. g 

The secondary grate is § 

kept clear of dust and par- ® 

tides of fuel by means of I 

the special steam spray which r^ 

is used for half a minute * 

three or four times a day. .2 

The advantages to be § 

gained by the use of the § 

apparatus are prevention of c 

smoke, increased evaporative § 

capacity of the boiler, and a h? 

saving of fuel. I- 

Green's Economiser.— "? 

This appliance is used for iS 

utilising the waste heat from 
steam boilers. It is shown 
in Fig. 52. In the genera- 
tion of steam the principal 
source of waste is the escape 
of heat up the chimney- 
stack. In boilers working 
under conditions most 

favourable to economy the temperature of escaping gases 

P 
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is much in excess of what is needed to create the neces- 
sary chimney draught. This surplus heat ought not to 
be wasted but utilised for heating the boiler feed water, 
and to do this an economiser is essential. This can 
be effected, and the consumption of fuel reduced by 
the adoption of Green's Economiser, as shown in 
Fig. 52. It is erected across the main flue in the 
direct path of the boiler gases. These pass through 
the economiser chamber to the chimney, and the differ- 



FiG. 52. — Green's Modern Economiser in operation. 

ence in temperature between entering and leaving is 
absorbed by the apparatus, and imparted to the feed 
water, which is delivered to the boilers at a high tem- 
perature. The boiler power is thus augmented, and in 
addition there is a large reserve of hot water ranging 
from 200° to 300° Fahr. always available. 

An economiser is not only a saver of fuel (a fact 
which all manufacturers ought to be alive to), but it 
also adds to the boiler power, which nearly all manu- 
facturers need; moreover, it abates to a great extent 
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the smoke nuisance, because less coal is burnt, and less 
forcing of the fires is needed. 

Green's Economiser has been before the public over 
fifty years, and the number that are working in this and 
other countries is a practical and positive proof of the 
merits of the apparatus. On behalf of those who are 
wasting their fuel, unduly forcing their boiler fires, and 
creating an intolerable smoke nuisance, it is necessary 
briefly to call their attention to the apparatus in question, 
its principle, parts, construction, application, and the ad- 
vantages to be gained personally, and the benefit to the 
public health by its adoption. Fig. 5 3 shows the econo- 
miser gearing driven from centre. 

The economiser consists of a series of cast-iron tubes, 
9 ft. in length by 4^^ in. in diameter. These are arranged 
in sections of various widths, across the main flue, between 
boilers and chimney. The sections are formed by forcing 
the tubes simultaneously into longitudinal "top" and 
" bottom " boxes, by. means of powerful hydraulic presses. 
The tube ends and sockets are respectively turned and 
bored to standard measurements, forming a perfect 
metal-to-metal joint. When in position the sections are 
connected by branch pipes running lengthwise, one at the 
top and the other at the bottom, on opposite sides, the 
latter being outside the brickwork which encloses the 
apparatus, and the former secured to the flanges of top 
boxes. 

The waste gases are led to the economiser by the 
ordinary flue from the boilers to chimney, and the feed 
water is forced into economiser by a boiler pump or 
injector, at the lower branch pipe nearest the point of 
exit of the gases, and emerges from the apparatus through 
the upper branch pipe, at the opposite end, where the gases 
enter. 

Each tube is encircled by a set of patent triple over- 
lapping scrapers, with chilled cutting edges, the tabs of 
which rest on a " lifting bar ** with " guard " placed above 
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to keep in position. These travel continuously up and 
down the tubes at a slow rate of speed, the object being 
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to keep the external surface free from soot, which is a 
non-conductor of heat. 

The mechanism for working the scrapers is fixed to the 
top of economiser, outside the chamber, the motive power 
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being supplied either by a belt from some convenient 
shafting or small independent engine or motor attached 
to the gearing frame. The power required for operating 
the gearing, however, is very small. 

The tubes are made from a combination of the best 
Scotch pig and hematite, cast vertically in dry sand 
moulds, and are of equal thickness and free from blow- 
holes throughout. The patent gear for reversing the 
scrapers is attached to the end of gearing frame, and 
is fitted with improved clutch box, lever, and rolling 
weight. It is simple and effective, and secures prompt 
reversal at the right moment. This gear is so arranged 
as to be readily detached if necessary. All parts are 
accessible without removing the brickwork, and in the 
rare event of a tube giving way it can be easily replaced 
by removing the lid above, and proceeding as shown in 

Fig. 54. 

The various types of lids that are fitted in the top 
boxes of Green's Modern Economiser to suit the working 
pressure for which the apparatus is constructed, are as 
follows : — 

"Internal" Circular Lid, with conical joint, but with 
taper the reverse way of the socket in top box. This 
lid is inserted from inside, and kept in position by internal 
pressure, leakage being an impossibility. A further ad- 
vantage is that being without bolt or crossbar, a larger 
area and clear passage for the water inside top box is 
provided. (For pressures from 120 to 200 lbs.) 

'' ExternaV Lid, with conical taper joint, secured by 
bolt and crossbar. (For pressures up to 120 lbs.) 

" Inteimal " Oval Lid, — The most effective improvement 
invented for the top boxes of high-pressure economisers. 
This lid, like the circular type, is drawn into place from 
the inside, and kept in position by internal pressure. 
Owing to its shape it can be passed through the oval 
hole in top box. The circular lids are also inserted or 
withdrawn through this oval hole, which is a distinct 

Digitized by VjOOQIC 



2 30 SMOKE ABATEMENT 



WROT » 
COLL/ 



Fig. 54. — Green's Economiser, showing method of withdrawing and 
replacing a damaged tube. 
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advantage, and obviates the necessity of removing the 
top branch pipe, as is the case where the lids are all of 
the circular type. 

Especial care is exercised in the construction of the top 
and bottom boxes. They are, like the vertical tubes, made 
from the best combination of metals to withstand various 
pressures. For the higher pressures they are specially 
strengthened throughout, and are sound castings. The 
tube joints and lid holes are all bored coiiical to 
accurate gauge by patent machinery, and the surface, 
edges, and flanges are planed and finished perfect. 

Easy access to any part of the apparatus inside the 
flue is provided, facilitating inspection, cleaning, or 
repairs, when necessary. 

The details of the disposition and application of the 
tubes can readily be understood ou reference to Figs. 5 5 
and 56. 

The following tests of Green's Economiser have been 
carried out: — 
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TEST No. I. 



Daubhill Brickworks, Bolton. 



One Lancashire boiler, 30 ft. x 8 f t. ; working pressure, 100 lbs. ; square feet 
of grate area, 38 ; heating surface, 966 sq. ft. One economiser, 96 pipes ; 
heating surface, 960 sq. ft. Total area of heating surface in plant, 1926 
sq. ft. 







EconomiBer 


Economiser 1 


Particulars. 




WORKINa 


NOT WORKING 






Oct. 17, 1899. 


Oct 18, 1899. 

1 


I. Duration of test .... 


hours 


5 


5 i 


2. Total quantity of coal burnt . 

3. Ashes and refuse .... 


lbs. 


2.85a 


3.584 ! 


,, 


299.2 


379-9 1 


4. Percentage to coal burnt . . . per 


cent. 


10. 5 


10.6 ' 


5. Weight of coal consumed per hour 








per square foot of grate area 


lbs. 


15 


18.8 1 


6. Weight of pure coal consumed per 






1 


hour per square foot of grate area 




13.4 


16.8 I 


7. Weight of water evaporated . 




25.000 


24.370.5 ! 


8. Lbs. of water evaporated per lb. of 








coal 




8.7 


6.79 


9. Lbs. of water evaporated per lb. of 








pure coal 




9-7 


7.6 


10. Average boiler pressure (above 








atmosphere) 




92.4 


88.6 


II. Average temperature of feed water 








entering economiser . . dog. 


Fahr. 


62.1 


... 


12. Average temperature of feed water 








entering boilers .... 




259.5 


52 


13. Number of deg. feed water was 








heated by economiser . 




197.4 




14. Average temperature of flue gases 








entering economiser . 




656 


... 


15. Average temperature of flue gases 








entering chimney 




410.5 


... 


16. Number of deg. flue gases were 








cooled by economiser . 




245-5 




17. Horse-power based on evaporation of 24 lbs. 


. 




perH.P 




208.4 


203.08 , 


18. Coal burnt per H.P. per hour . 




2.73 


3-5 i 


19. Pure coal burnt per H.P. per hour . 




2.44 


3-15 


20. Equivalent evaporation from and at 212 




11.15 


8.81 


2t. Percentage gained by using economiser 




21 
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TEST No. II. 

Spring Vale Works, Middlbton. 

Two Jjancashire boilers, 30 ft. x 8 ft. 6 in. ; working pressure, 100 lbs. ; square 
feet of grate area, 82; heating surface, 2080 sq. ft. One economiser, 216 
pipes ; heating surface, 2160 sq. ft. Totsvl area of heating surface in plant, 
4240 sq. ft. 





Economiser 


Economiser 


Particulars. 


WORKING 


NOT WORKING 




Oct. 26, 1899. 


Oct. 27, 1899. 
8 


I. Duration of test .... hours 


8 


2. Total quantity of coal burnt . . lbs. 


10,442 


11.660 


3. Ashes and refuse .... ,, 


976 


962 


4. Percentage to coal burnt . . . per cent. 


9-34 


8.25 


5. Weight of coal consumed per hour 






per square foot of grate area . lbs. 


15.9 


17.76 


6. Weight of pure coal consumed per 






hour per square foot of grate area 


14.4 


16.3 


7. Weight of water evaporated . . 


88,100 


75,200 


8. Lbs. of water evaporated per lb. of 






coal „ 


8.4 


6.4 


9. Lbs. of water evaporated per lb. of 






pure coal 


9-3 


7 


10. Average boiler pressure (above 






atmosphere) .... ,, 


90.2 


87.3 


II. Average temperature of feed water 






. entering economiser . . deg. Fahr. 


59-6 




12. Avemge temperature of feed water 






entering boilers . 


301 


66.1 


13. Number of deg. feed water was 






heated by economiser 


241.4 




14. Average temperature of flue gases 






entering economiser 


656.25 


... 


15. Average temperature of flue gases 






entering chimney 


410 


... 


16. Number of deg. flue gases were 






cooled by economiser . . . ,, 


246.25 


... 


17. Horse-power based on evaporation of 24 lbs. 
perH.P 






458.75 


391.66 


18. Coal burnt per H. P. per hour . 

19. Pure coal burnt per H.P. per hour . 


2.84 


3-72 


2.56 


3-41 


20. Equivalent evaporation from and at 212°. 


10.60 


8.05 


21. Percentage gained by using economiser . 


24.7 
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CHAPTER XI 

WASTE OASES FROM BIETALLURGICAL 
FURNACES 

Cochran Smoke-prevention System — High Temperature Furnaces — Low 
Temperature Furnaces — Gaseous Fuels — Gas Producers — Types of 
Gas Producers — G-as Engines — Domestic Gas Stoves. 

Cochran Smoke-prevention System. — Fig. 57 shows 
the Cochran system for the utilisation of waste gases 
and the prevention of smoke. 

The actual boiler shown is 6 feet 6 inches diameter 
by 1 4 feet 6 inches high, and has a total heating surface 
of 500 square feet, which works at 100 lbs. pressure; it 
takes up very little floor space, and is of special con- 
struction. 

For twelve months at Cochran's works it has been 
attached to a large plate-furnace. The gases and heat 
from this furnace pass through the boiler, bum the 
unconsumed gases, generate steam, and prevent the 
emission of black smoke, which, needless to say, has 
been a considerable saving to the firm compared with 
the old system, which was to allow the gases to go direct 
from the furnace up the furnace chimney, from which 
they passed into the atmosphere in the form of dense 
volumes of black smoke. 

The system is a very -practical and simple one, and is 
easily understood by referring to the illustration. 

The waste gases from the furnace, instead of going 
direct up the furnace chimney, are diverted, passing over 
an incandescent fire which ignites the unbumt gases, the 
heat passing through the boiler, generating steam, then 
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passing into the chimney, and escaping from the chimney 
in the form of a thin vapour, containing very little, if 
any, combustible matter. 



Fig. 57.— Cochran System for the Utilisation of Waste Gases and 
Prevention of Smoke. 

Fig. 58 shows the large plate-furnace attached to 
the Cochran boiler; and Fig. 59 shows another view of 
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Fig. 58. — Boiler fitted with Cochran System, utilising the Waste Gd^es 
from a Reheating Furnace. 
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Fig. 59.— Cochran System — Left-hand Chimney when not used, and 
Right-hand Chimney when system is in operation. 
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the same furnace and boiler. In the latter figure the 
chunney on the left, pouring out black smoke, shows the 
result of allowing the smoke from the furnace to pass 
direct up the furnace chimney, but when diverted and 
passed through the Cochran boiler, as shown by the 
chimney on the right, practically no smoke is occasioned. 

A great amount of unconsumed gas leaves the boilers, 
which is loss to the manufacturer. There is no necessity 
for this if proper and practical preventers are applied to 
the boilers. Heat must pass from the boilers, and many 
manufacturers, being alive to this fact, are utilising this 
heat by passing it through an economiser, which heats 
the boiler feed water, and efifects a saving of from 1 5 to 
2 5 per cent. 

High Temperature Furnaces. — For many years a large 
number of manufacturers have used the heat after it has 
done its work in the furnace by passing it through various 
kinds of vertical boilers, producing steam and a great 
saving in fuel. One firm in Sheffield, with a number of 
reheating and puddling furnaces, using the waste heat 
from the furnaces, were able in this way to generate more 
steam than they required to drive their rolling-mills and 
steam-hammers. The result was an annual saving of 
thousands of pounds in coal. No attempt had, however, 
until recently, been made to use the gases which pass 
ofiF from the furnaces in question in the form of dense 
volumes of black smoke at a low level. 

The furnace temperature is sufficient to produce com- 
plete combustion of the gases (if the construction is not 
defective) when an efficient appliance is attached and 
the furnaces are carefully stoked ; otherwise the unburnt 
gases pass from the furnaces with a great waste of fuel 
and the creation of a serious smoke nuisance. 

The Cochran system, if applied to this class of fur- 
naces, answers admirably. The heat is utilised in passing 
from the furnaces, and the unburnt gases are likewise 
consumed. 
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Low Temperature Furnaces. — There are very many 
furnaces worked at a low temperature, such as hardening 
furnaces, annealing furnaces, and furnaces for special 
processes. In these processes the temperature required 
is not sufficient to consume the gases in the furnace ; in 
fact, the methods employed require that unconsumed 
gases or smoke should be present to act as an envelope 
for the steel. The smoke or gases must, therefore, after 
they have served their purpose in the furnaces, pass 
away, and be either utilised or wasted. 

In this class of furnaces unburnt gases must unavoid- 
ably be dischjarged; to consume thein in the furnaces 
would render the special processes impossible. But there 
is now no need to waste the gases, for it is practicable to 
pass them over an incandescent fire, generate heat, and 
so raise steam, without in the slightest degree interfering 
with the processes in the furnaces. A great economy of 
fuel and the abolition of the furnace smoke nuisance is 
thus effected. 

The question of practically and economically disposing 
of the gases from all kinds of metallurgical furnaces is 
an all-important one for the future. It is the duty 
of manufacturers to consider the amount of money 
they are losing by these gases being wasted, and to adopt 
any practical system which utilises them. By so doing 
they will not only be benefited themselves, but will benefit 
the general public by reducing the smoke nuisance. 

Gaseous Fuel. — Many advocates of the utilisation of 
gaseous fuel, with more partisanship than consideration 
for practical possibilities, contend that, in order to put an 
end to the smoke nuisance, the use of gaseous fuel ought 
to be made compulsory. The extended use of gas would 
certainly abate the smoke nuisance, but it is not practi- 
cable to use gas under all circumstances. In many in- 
stances the cost would be prohibitive, while for reheating 
or the working of metals the use of solid fuel is essential. 
Gas would make special processes impossible by spoiling 

Q 
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the steel. In support of this statement it may be men- 
tioned that over twenty years ago a wealthy firm of steel 
manufacturers who had a number of coal-fired reheating 
furnaces, and did a big business at home and abroad in a 
special class of steel, decided to reconstruct their furnaces 
and work them by gas, believing that this course would 
be a saving to them and would end the smoke nuisance. 
The gas-producing plant was put down, the furnaces re- 
built, and were apparently working satisfactorily ; there 
was no nuisance, the output was greater, and the firm 
was being congratulated both for their public spirit and 
also for their prospective personal profits. In a very 
short time, however, the steel worked in the gas-fired 
furnaces was returned, both by home and foreign cus- 
tomers, who pointed out that it was no longer of the same 
class that they had had before, and that it had not the 
temper, texture, nor toughness, and was entirely unsuitable 
for their purposes. These customers had not been in- 
formed of the change in the working of the steel, so there 
was no prejudice on their part in the matter. The return 
of the steel resulted in exhaustive tests being made, which 
corroborated the statements of the customers, and the firm 
was compelled to revert to the old coal-fired furnaces. 

The use of gas has nevertheless played no small part 
toward smoke abatement, and wherever its use is prac- 
ticable it ought in the future to be adopted. There are 
a number of special processes for the generation of gas 
to be used either as a fuel or for power purposes. To 
describe in detail these special processes is unnecessary, 
for they are well known, having been in use for many 
years, and have given excellent results, both from a 
smoke abatement and from an economical point of view. 

The systems mostly in vogue are : — 

Siemens and Wilson Gas Prodjicers, — These gas producers 
are amongst the oldest and the best, and, as a proof of 
the latter statement, they have had a remarkable re- 
ception, and very many are now in use. The gas may 
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be used directly in its original state as a fuel for various 
kinds of metallurgical furnaces and boilers, the essential 
consideration being the proper amount of air supplied to 
ensure complete combustion. It can also be used, after 
all the tarry matter has been taken from it, for driving 
gas engines. 

Douson Producer Gas, — In this gas there is no tarry 
matter, it being produced from coke, charcoal, or an- 
thracite coal. It is therefore chiefly used for driving 
gas engines. 

It is also used in a great number of cases for heating 
purposes, such as metallurgical furnaces, bakeries, laun- 
dries, boilers, &c., but in boilers its substitution for solid 
fuel has not been found economical, although it is 
smokeless. 

Mond Gas, — In this process gas suitable for either fuel 
or motive power is produced from bituminous slack, and 
not from coke or anthracite coal, which would increase 
the cost of production. The cost of production is further 
reduced by the recovery of the by-products, the sale of 
which, it is alleged, covers the cost of the fuel used, which 
makes the process a very cheap one, as there is only the 
cost of labour and interest on the first cost of the plant. 
As far back as 1901 a scheme was on foot to produce 
Mond gas in large quantities in a central station in 
Staffordshire, and to distribute it through pipes for use 
in the surrounding districts in metallurgical furnaces and 
for the driving of gas-engines. Very little has been heard 
of this scheme since, but it is hoped the claims put for- 
ward for it are capable of realisation, as it would be an 
admirable step toward smoke abatement. 

Coke oven gas, when purified, can be burned under re- 
torts, and also beneath boilers in order to raise steam. 

Water gas, which is produced by sending steam through 
incandescent coke, can be used as a gaseous fuel. 

Waste Gases from Blast and other Furnaces. — The 
combustible gases discharged from the tops of blast fur- 
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naces may be used to fire the boilers or in other ways, 
and the gas given ofiF in the process of refuse destruc- 
tion may also be burned under retorts or cells by the 
admixture of air. 

Eesidices. — In Sheffield until recently it was the invari- 
able custom of all the firms who had their own gas pro- 
ducers to shut them down about every three months to 
clean out the culverts, &c. There would be in the culverts 
or flues through which the gas went from the producers 
to the melting or other kinds of furnaces from 3 to 
6 inches thick of tarry matter. It was loosened with 
the pick-axe and taken out. Whether the process was too 
costly, or from some other reason, it has been abandoned 
by some of the firms, who now at the week end fire the 
gas deposits. This is in all probability a cheaper way 
of getting rid of residue, but it creates a serious smoke 
nuisance, for the gas-producer chimney pours out for over 
two hours without cessation dense black smoke, which 
deluges the whole district. Whatever the advantages to 
the manufacturer by this change may be, it is a decided 
disadvantage and a gross injustice to those who are com- 
pelled to live near such chimneys, and ought not to be 
allowed. 

If it is found necessary to get rid of the deposits more 
frequently than in the past, when no smoke nuisance was 
committed, it might be easily arranged to clean out the 
culverts instead of burning them out at shorter intervals. 

Gas Engines. — During the last twenty-five years gas 
engines have become very popular, and there are thou- 
sands now in use of different kinds, which have taken 
the place of the steam engine, thus dispensing with the 
steam boiler, and the invariable accompanying smoke 
nuisance. To run a small gas engine of from one to 
twenty horse-power by illuminating gas continuously 
costs more than to run a steam engine of the same 
power; but for manufacturers who do not require con- 
tinual power, but only use it at intervals, the gas engine 
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is far preferable, there being no boiler explosion risks, no 
standing expense when power is not required, and many 
other advantages which make even the small engine 
cheaper than a steam engine when only used inter- 
mittently. 

There are many large gas engines used for all sorts of 
purposes, and they have been found more economical than 
the steam engine. The economical results are obtained by 
putting down a plant for generating a cheap gas from coke 
or coal. A large number of firms have recently substi- 
tuted gas engines for steam, and one firm in particular, 
which recently put in three new Lancashire boilers, fitted 
up with a modern appliance, but which, through the 
negligence of their firemen, have been on two occasions 
fined for making smoke, have given an order for gas 
engines of over 400 horse-power, and for a gas-producing 
plant, for they find it will be more economical in working 
than steam, and will put an end to the smoke nuisance. 

There is no doubt much controversy as to which of the 
two methods is the cheaper, steam or gas, but there is no 
question that the latter eflFectually solves the smoke 
nuisance problem. 

Domestic Gas Stoves. — These are more popular to- 
day than ever, and millions are in use for cooking and 
for heating rooms. To their use belongs in no small 
degree the credit for the reduction of the smoke nuisance, 
which had been created by the millions of open fires in 
public and private houses before they were replaced by 
gas stoves. Their advantages are so well known that it 
is unnecessary to dwell on the subject. 
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CHAPTER XII 

suhmabt and conclusions 

In the preceding pages the aim has been to carefully 
consider the smoke question in all its aspects from a 
practical point of view, as it has to be faced daily by the 
engineer and the fireman, and to point out what has been 
done in the direction of smoke abatement, what remains 
to be done in order to bring about the practical solution 
of the question, and put an end to the wholesale injury 
to property and health which the present state of affairs 
occasions. 

At the beginning of the nineteenth century public 
feeling was so aroused at the wholesale havoc caused by 
smoke that it demanded that Parliament should take 
action, with the result that Commissions were appointed 
to consider the question in all its bearings, and report 
upon it. This was a work of many years, for Parliaments 
and Commissions move very slowly. In 1875 the Public 
Health Act was passed, and the sections in this Act 
relating to the smoke nuisance are exceedingly good, 
being of a very practical character, and giving power to 
Local Authorities or private individuals to proceed against, 
and procure penalties from, those creating a smoke 
nuisance, which is unnecessary for the carrying on of a 
particular trade or process. The Act exempts all smoke 
from private dwelling-house chimneys whether prevent- 
able or not. To have included this class of chimney 
would not have been in the slightest degree an injustice 
to any one, and if the exemption clause were deleted a 
great deal less smoke would be made. The omission of 
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the word "black" would also be a great boon to the 
public, and power would have been given to proceed 
against all unnecessary smoke. After the Act was 
passed, there seemed very little disposition on the part 
of the authorities to avail themselves of it, or to proceed 
against ofifenders. The Local Government Board, Local 
Authorities,' magistrates, manufacturers, the Sanitary 
Institute, and others, whom it might have been supposed 
would be most enthusiastic on the subject, were, as a 
matter of fact, most apathetic, and it was not until 
the Coal Smoke Abatement Association of London and 
kindred associations in the provinces made their appear- 
ance, and evinced very definite determination to fight the 
smoke fiend, and force the authorities to do their duty, 
that any real improvement was effected. These associa- 
tions have done excellent work, preventing to a large 
extent the pollution of the atmosphere by unnecessary 
smoke, awakening, and forcing the hands of the Local 
Authorities. Though they hj^ve accomplished much, 
much still remains to be done, for there are still a large 
number of Authorities who resolutely refuse to take any 
steps on behalf of smoke abatement. 

Throughout the country much has been done to pre- 
vent smoke from boiler furnaces, and so successfully, 
that it is now admitted by all experts that there is no 
necessity for boilers under normal conditions to make 
even dense smoke, and all are still agreed that when 
such smoke is emitted from boiler furnaces the ofifenders 
should be mulcted in heavy penalties. In many manu- 
facturing districts 80 per cent, less smoke is now made 
from boilers than was the case a few years ago, yet there 
are districts where the boilers continue to emit dense 
volumes of black smoke without the slightest restriction. 

Very little, or practically nothing, has been done to 
stop the unnecessary volumes of dense black smoke which 
are day and night poured out at a very low level from an 
enormous array of metallurgical furnace chimneys. There 
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has not been the same pressure put upon the owners of 
these furnaces as upon owners of boilers. The fight 
against furnace smoke will be a very fierce one, but no 
fear need be entertained as to the result. 

The old-fashioned brick-burning and other kilns, which 
made smoke for hours without cessation, have given place 
in many instances to a better kiln for burning purposes 
— one, too, which is practically smokeless. There are 
still many of the old type workhig, and some Authorities 
do not seem disposed to compel the owners to put in the 
smokeless forms ; but, on the other hand, some Authorities 
have very wisely fixed by bye-law the minimum height 
of chimneys used for various purposes. 

There is no cause for complaint of a scarcity of smoke- 
preventing and coal-saving appliances. Indeed, if any- 
thing, there are too many, and smoke makers are puzzled 
as to which to adopt. There is now in the market almost 
every conceivable kind of apparatus to suit all conditions 
of working. They comprise induced draught and forced 
draught mechanical stokers of the underfeed type, and of 
the Koking and Sprinkling types, door arrangements, 
patent bar arrangements, bridge arrangements, waste fuel 
economisers, and other forms. Very many of the appli- 
ances named have been in use for years, and the results 
have been very satisfactory both from a smoke-preventing 
and from an economical point of view. 

Gas and electricity for power, heating, and other pur- 
poses are more popular to-day than ever. Probably the 
latter will supersede the foriner in many ways, but 
undoubtedly both are, in the future, destined to do 
much in the direction of smoke abatement, and the 
reason they have not as yet been more generally adopted 
by manufacturers is that the latter have not reahsed 
fully the many advantages there are to be derived by 
their use. 

The general attitude of the public toward the smoke 
question is not very encouraging to those who are doing 
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all in their power on behalf of smoke abatement. It 
is an attitude of indifference, drift, or non-interference 
even on the part of those who are specially elected and 
appointed to deal with this matter. 

Dr. Russell Wallace, in his recent book, " Man's Place 
in the Universe," says : *' The huge and ever-increasing 
cities, the vast manufacturing towns belching forth smoke 
and poisonous gases, with the crowded dwellings where 
millions are forced to live under the most terrible in- 
sanitary conditions, are witnesses to a criminal apathy, 
an incredible recklessness and inhumanity. Yet this is 
the one great and prhnary essential of a people's health 
and well-being, to which everything should for the time 
be subordinate. This is the gospel that should be 
preached in season and out of season till the nation 
listens and is convinced. Let this be our claim. Pure 
air and pure water for every inhabitant of the British 
Isles. Remember we claim to be a people of high 
civilisation, of advanced science, of great humanity, and 
of enormous wealth.*' 



Digitized by VjOOQIC 



Digitized by VjOOQIC 



INDEX 



Digitized by VjOOQIC 



Digitized by VjOOQIC 



INDEX 



Administration of the Public Health 

Act, 3 
Air, admission of, to furnaces, lo, 

ii6 
Annealing furnaces, ii8 
Armonr-plate hardening furnaces, 

1 20 
Austria, legislation against the smoke 

nuisance, 52 



Bavaria, legislation against the 
smoke nuisance, 56 

Beche, Sir Thomas de la, and Dr. 
Lyon Playfair, Report by, 27 

Belgium, legislation against the 
smoke nuisance, 59 

Bennis machine stoker, 187 

tests of, 192 

Boiler smoke, causes of, ii, 114 

Bolton Corporation Act, 1 872, 44 

BcM)k-keeping, ill 

Bricks, perforated radial, for chim- 
neys, 154 

British smoke preventer, 211 

Broadbent, Sir William, on coal 
smoke, 14 

Buildings, injury to, by smoke, 13 



Carbon dioxide, 9 et aeq. 

Carpenter, Captain, Report on Fog 

Inquiry, 104 
Chimneys, height of, 153 

Kent's table of dimensions, 158 

perforated radial brick, 1 54 



Coal Smoke Abatement Society, 102, 

247 

Report of, for 1 903, 103 

Cochran smoke-prevention system, 

236 
Coke ovens, 126 

oven gas, 243 

Combustion, the chemistry of, 9 

et seq. 
Consumption (Phthisis), 15, 19 
Coombs, letter to Select Committee, 

1819, 21 
Cost of the smoke nuisance, 16 
Crystal Palace, tests on domestic 

grates at, 142 

D 

Domestic grates, investigations by 

Smoke Abatement Society, 129 

et seq. 

ordinary grate, 133 

with Lee's regulator, 

133 

Teale's <* Front Hob," 134 

Helyear's Tropic, 134, 151 

the Florence, 137 

Well Fire, 139, 168 

Smith and Wellstood's, 140 

tables of tests on, 146, 147, 

149 

gas stoves, 245 

Donkin, Bryan, on stoking, 11 
Douson producer gas, 243 
Draught, chimney, 152 

forced, 152, 162, 184, 203, 213 

Dwelling-houses, exemption of, in 

legislation, 128 
results of, 128 



253 



Digitized by VjOOQIC 



254 



INDEX 



E 

EooNOMiBEB, Green's, 225 
Johnson'^, 224 



Feed water, 226, 232, 233 
Foreign legislation against the smoke 
nuisance — 

Austria, 52 

Bavaria, 56 

Belgium, 59 

France, 63 

Germany, 66 

Hungary, 71 

Italy, 72 

Netherlands, 73 

Saxe-Coburg and Gotha, 75 

Saxony, 76 

Switzerland, 79 

United States, 80 

Wtirtemberg, 100 
France, legislation against the smoke 

nuisance, 63 
Fuel, waste of, 9 

gaseous, 241 

savers, 160 

Furnaces, admission of air to, 10, 
116 et seq. 

annealing, 118 

hardening, 119 

high temperature, 240 

" Loidis " patent, 203 

low temperature, 241 

sheet-mill, 120 

special armour-plate hardening, 

120 

reheating or muffle, 121 

Siemens gas, 123 

working of, 121 

G 

Gas, coke oven, 243 

Douson producer, 243 

— - engines, 244 
Mond, 243 



Gas producer, Siemens and Wilson's, 
242 

residues from, 244 

stoves, 245 

water, 243 

Gaseous fuel, 241 

General Board of Health, 1855, 
Report, 31 

legislation against the smoke 

nuisance,- iS et seq, 

Germany, legislation against the 
smoke nuisance, 66 

Glasgow Police (Further Powers) 
Act, 1892, 47 

Green's economiser, 225 

tests of, 232 

Gregory and Foster's smoke con- 
sumer, 222 



Hardening furnaces, 119 
Health, injury to, by smoke, 14 
History and growth of the smoke 

nuisance, I 
Hungary, legislation against the 

smoke nuisance, 7 1 



Injury by smoke to buildings, 13 

health, 14 

vegetation, 13 

Inspectors, appointment of, 5 
Italy, legislation against the smoke 
nuisance, 72 



Johnson's economiser and smoke 

consumer, 224 
Jones underfeed mechanical stoker, 

tests of, 180 

K 

Kent's table of chimney dimensions 
for steam boilers, 158 



Digitized by VjOOQIC 



INDEX 



255 



Kilns, 124 

"Koker" stoker, with Meldrum's 

forced draught, 181 
tests of, 185 



Leeds Improvement Act, 1866, 48 
Legislation against the smoke 

nuisance, 18 
Littlejohn, Dr. Harvey, on the results 

of the smoke nuisance, 15 
on the cause and prevention of 

the smoke nuisance, 123 
Local Authorities and the Public 

Health Act, 1875— 
duties of, 4 

letter to, by the Secretary of 
State, 34 
Local legislation against the smoke 

nuisance, 44 
"Loldis" patent furnace, 201 

tests of, 206 

London Public Health Act, 1 891, 49 
smoke abatement in, 102 

M 

Manchester Corporation Act, 1882, 

48 

Mechanical appliances for smoke 

prevention, 160 
Meldrum's "Koker" stoker, 181 

Sprinkler stoker, 187 

Minister of Health, desirability of, 4 
Mend gas, 243 

N 

Nature of the smoke nuisance, 12 
Netherlands, legislation against the 

smoke nuisance, 73 
Nuisance, definition of, 12, 34, 38 

O 

Order to abate nuisance, no 
Oxygen, amount necessary for com- 
plete combustion, 10 



Plant life, injury to, by smoke, 14 
Playfair, Dr. Lyon, and Sir T. de la 

Beche, Report by, 27 
Public Health Act, 1875, 34 et seq, 

administration of, 3 

suggested amendment of, 37 

R 

Kansome, Dr. A., on a smoky atmos- 
phere, 14 
Reheating or muffle furnaces, 12 1 
Residues from gas producers, 244 
Results of the smoke nuisance, 12 
Ringelmann smoke scale, 144 
Rushworth and Livsey*s self-cleaning 
furnace, 223 

S 

Salford Improvement Act, 1862, 51 

Sanitary Institute and its work, 7 

Saxe-Coburg and Gotha, legislation 
against smoke nuisance, 75 

Saxony, legislation against smoke 
nuisance, 76 

Secretary of State, letter to Local 
Authorities, 34 

Select Committee on Smoke Preven- 
tion, 1819, Report, 19 

Second Report, 20 

1843, Report, 23 

1845, Report, 24 

1845, Report, 26 

Sheet-mill furnaces, 120 

Sheffield, Corporation Act, 1900, 52 

smoke abatement in, 106 

Magistrates' order to abate, 1 10 

abatement notice, 108 

Siemens gas furnace, 123 

and Wilson gas producer, 242 

Simplex smoke preventing appliances, 
213 

tests of, 218, 219 

Smoke abatement associations, 113 

difficulties involved in, 1 13 



Digitized by VjOOQIC 



256 



INDEX 



Smoke abatement in London » 102 

in Sheffield, 106 

Smoke-chart, Donkin's, 142 
Smoke, efifect of, on buildings, 13 

on health, 14 

on vegetation, 13 

Inspector's pocket-book, iii 

record book, 112 

index book, 112 

nuisance, cost of, 16 

history and growth of, i 

legislation against, 18 

nature and results of, 12 

preventers, 160 

tests of, 161 

relation of, to carbon dioxide, 

II 

scales, Ringelmann's, 148 

Stoking, science and art of, 115 

Donkin on, 1 1 

Summary and conclusions, 246 
Switzerland, legislation against tiie 

smoke nuisance, 79 



Table of results of tests on domestic 
grates, 145, 146, 147, 148 



Table of chimney dimensions, Kent's, 

•58 

Temperature, efifect of, on heating 
value of fires, 151 

U 

Underfeed stoker, 193 

tests of, 201 

United States, legislation against the 
smoke nuisance, 80 



Vegetation, injury to, by smitke, 13 

W 

Wakefield, letter to Smoke Pre- 
vention Committee, 1 8 19, 20 
Waste gases from blast-furnaces, 

243 
from metallurgical furnaces, 

236 
Wilson smokeless process, 207 

tests of, 211 

Wurtemberg, legislation against the 

smoke nuisance, 100 



THE END 



Printed by Ballantynk, Uanson <5r» Co. 
Edinburgh &> London 



Digitized by VjOOQIC 



A SELECTION FROM 
CHARLES GRIFFIN & CO.'S PUBLICATIONS 



ov 



SGMTIFIG AND TECHNICAL WORKS. 



MESSRS. CHARLES GRIFFIN & COMPANY'S 
PXJBLIOATIONIS may be obtained through any Bookseller in 
the United Kingdom, or will be sent Post-free on receipt of a 
remittance to cover published price. To prevent delay, Orders 
should be accompanied by a Cheque or Postal Order crossed 
"Union of London and Smith's Bane, Chancery Lane Branch." 




COMPLETE TECHNICAL, MEDICAL, and GENERAL 
CATALOGUES forwarded Post>£ree on Application. 



LONDON: 
EXETER STREET, STRAND. 

-^^ Digitized by Google 



i8 



CHARLES QRIFFIN A CO.'S PUBLICATIONS. 



GRIFFIM'S INTR ODDCTORY SC IENCE SERIES. 

FULL Y ILLUSTRA TED. 

BOTANY. OPEN-AIR STUDIES in BOTANY. 

By R. Llotd Prabokr, B.A., M.B.LA., 7/6 
THE FLOWERING PLANT. By 

Prof. AiNswoRTH Dayis. Third Editiok, 3/6 
HOW PLANTS LIVE AND WORK. 

By Eleanor Hughxs-Gibb, ... 2/6 
THE MAKING OF A DAISY. 

By Eleanor Huohes-Gibb, ... 2/6 
BIRD-LIFE. OPEN-AIR STUDIES IN BIRD- 

LIFE. By Charles Dixon, ... 7/6 
CHEMISTRY. INORGANIC CHEMISTRY. By 
Prof. DuPR^ F.R.S., and Dr. Wilson 
Hake. Third Edition, Re-issued, . 6/ 

THE THRESHOLD OF SOIENOE. "^ 
By Dr. Alder Wright. Second Edition, 6/ 

CHEMICAL RECREATIONS. By 
J. J. Grifvin, F.C.S. Tenth Edition, 

Complete, 12/6 

(Or in 2 parU, sold Beparately.) 

GEOLOGY. OPEN-AIR STUDIES in GEOLOGY. 

By Prof. G. A. J. Cole, F.G.S., M.R.LA. 

Second Edition, 8/6 

L PRACTICAL GEOMETRY, 

Fourth Edition, 4/6 

11. MACHINE DESIGN, ... 4/6 

Fourth Edition. By Principal S. H. 

Wells, A.M.Inst.C.E. 
By Prof. Jamieson, late of the Glasgow and 

West of Scotland Technical College. Sixth 

Edition, 3/6 

By Prof. Jamieson. Sixth Edition, . . 3/6 



ENGINEERING 
DRAWING. 

MAGNETISM & 
ELECTRICITY, 

MECHANICS. 

THE STEAM) 

ENGINE. / 

METALLURGY. 

PHYSICS. 



By Prof. Jamieson. Tenth Edition, 



3/6 



By Prof. Humboldt Sexton, Glasgow and 
West of Scotland Technical College. 
Third Edition, Revised,. 

A TEXT-BOOK OP PHYSIOS: 
By J. H. PoYNTiNG, ScD., F.R.S., and 
J. J. Thomson, M.A., F.R.S. 

Vol. I.— Properties of Matter. 

Second Edition, 
Vol. II.— Sound (Third Edition), . 
Vol. III.— Heat, 

By A. Brothers, F.II.A.S. Second 
Edition, 21/ 

LONDON : CHARLES GRIFFIN ft G0„ LIMITED. EXETER STREET, STRAND. 

uigitizea oy i^jOOQlC 



PHOTOGRAPHY, 



•/ 



10/6 
8/6 
16/ 



INTRODUOTOBT 80IEN0B SERIES. 19 

" Boyi oouLD NOT HAYB A MOBS ALLUSINO INTBODUOTION to Bcienttflo pnnnlti 
than these obarming-looking yolnmeB."— Letter to the Publiihen from the Head* 
maiter of one of our great Publlo Schoola. 

Handsome Cloth, 78. 6d. Gilt, for Presentation, 88. 6d. 

OPEMIH STUDIES III BOTflliY: 

SKETCHES OF BRITISH WILD FLOWSBS 

IN THEIB HOMES. 

By R. LLOYD PRAEGE^, B.A., M.R.I.A. 

QlastFated by Drawings from Nature by S. Rosamond Praeger, 
and Photographs by R. Welch. 

Gbnbbal Contents. — A Daisy-Starred Pastare— Under the Hawthorns 
—By the Kiver — Along the Shingle — A Fragrant Hedgerow— A Connemara 
Bog — ^Where the Samphire stows — A Flowery Meadow — Among the Com 
(a Study in Weeds) — in the Home of the Alpines — A City Rubbish-Heap— 
Glossary. 

"A FBBSH AFD STDCiTLATiNe book . . . Bhould take a high place . . . The 
niutrationB are drawn with much skill."— TA« Ti/mes. 

" Bbautifullt illustrated. . . . One of the most ACXnnLATB as well as 
onmiSTlNa books of the kind we have Been/'—Athenamm, 

"Redolent with the scent of woodland and meadow."— 2!A« Standard, 



With 12 Full-Page tlluatrationa from Photographa, Cloth, 
Second Edition, Reuiaed. 8a, 6d, 

OPEMI9 STUDIES I]l GEOLOGY: 

An Introduetion to Geology Out-of-doors. 
By GRENVILLE A. J. COLE, F.G.S., M.R.LA., 

Professor of Geology in the Boyal CioUege of Science for Ireland, 
and Examiner in the Uniyersity of London. 

Gbnbbal Contbnts.— The Materials of the Earth— A Mountain Hollow 
—Down the Valley— Along the Shore— Across the Plains — Dead Volcanoet 
—A Granite Highland— The Annals of the Earth— The Surrey Hills— The 
Folds of the Mountains. 

'*The FASGDSTATnrG 'OPBir-Ant Studies' of Prof. Ools stye the subject a olow ov 
4mMAnov . . . cannot fall to arouse keen interest in geology ."—Qeoloffioal Moffotine. 

"A GHARiOKO book, beautifully illustrated." -^^Acniettm. 



Beautifully Illustrated. With a Frontiapieoe in Colours, and Numeroua 
Specially Drawn Plates by Charles Whymper, 7s, 6d. 

OPEHU STUDIES III BIllD-IiIFE: 

SKETCHES OF BRITISH BIRDS IN THEIR HAUNTS. 
By CHARLES DIXON. 

The Spacious Air.— The Open Fields and Downs.— In the Hedgerows.— On 
Open Heath and Moor.— On the Mountains. — Amongst the Evergreens.— 
Oopse and Woodland.— By Stream and PooL— The Sandy Wastes and Mud- 
^ts.— Sea-laved Rocks.- Birds of the Cities.- Index. 

"Enriched with excellent illustrations. A welcome addition to all libraries."— »^«/- 
4mdMsier Review, 

LONDON: CHARLES QRIFFIN ft CO., LIMITED, EXETER. STREET. STRANQ 

Digitized by CjOOQ IC 



CHARLB8 QRIFFIN 4i OO.'S PUBLWATION8, 



Third Edition, Revised and Enlarged. Large Crown 8vo, with numerou* 
Illustrations. 3s. 6d. 

THE FLOWERING PLANT, 

WITH A SUPPLEMENTARY CHAPTER ON FERNS AND MOSSES,. 
As Illustrating the First Frinoiples of Botany. 

By J. R. AINSWORTH DAVIS, M.A., F.Z.S., 

Prof, of Biology, University Collide, Aberystwyth; Examiner in Zoology, 
University of Aberdeen. 

" It would be hard to find a Text-book which would better guide the student to an accurat» 
knowledge of modem discoveries in Botany. . . . The scibntific accuracy of statement, 
and the concise ejroosition of first primcipucs make it valuable for educational purposes. In 
the chapter oa the Physiology of Flowers, an admirdbU titunU^ drawn fix>m Darwin, Hezman» 
Mllller, Kemer, and Lubbock, of what is known of the Fertilization of Flowers, is given. "- 
y0ttmal 0/ Botany. 



POPULAR WORKS ON BOTANY BY MRS. HUGHES-GIBB. 

With IlluBtraaons. Grown 8to. Cloth. Sb. 6d. 

HOW PLANTS LIVE AND WORK: 

A Simple Intpoduetion to Real Life in the Plant-world, Based on Lessons 
oFlflrinally sriven to Country Children. 

By ELEANOR HUGHESGIBB. 

*•* The attention of all interested in the Bdentiflc Training of the Young is reqneeted to this 
OBUOHTf DiLT FRI8H and CHA&uno LiTTLX BOOK. It ought to be in the hands of every Mother 
and Teacher throughout the land. 

" The child's attention is first secured, and then, in language bimplx, tbt scuRTinCAUT 
AOCURATB,the first lessons in plant-life are set before ii,"— 'Natural Seienee. 

" In every way well calculated to make the study of Botany astractivb to the young."^ 



With Illustrations. Cro"wn 8vo. Gilt, Ss. 6d. 

THE MAKING OP A DAISY 5 

"WHEAT OUT OF LILIES;" 

And other Studies from the Plant World. 

A Popular Introduction to Botany. 

By ELEANOR HUGHES-GIB B, 

Author of How Plants Live and Work, 

" A. BRIGHT little introduction to the study of Flowers,"— /owma/ 0/ Botany. 
" The book will afford real assistance to those who can derive pleasure from the study of 
Nature la the open. . . . The literary style is commendable."— iTnowJecffire. 

LOMDOtI: CHARLES QRIFFIN ft CO.. LIMITED, EXETER STREET, STRAND. 



Digitized by VjOOQIP 






Griffin'8 Standard Publications 

for Engineers, Electricians, Architects, Builders, Naval 
Constructors, and Surveyors, 



Applied Meehanies, 
Civil Engfineering, 
Desigrn of Struetures, 
Bridgre-Construetion, 
Desigrn of Beams, . 
Dock Engineepingr, 
Engrineeringr Drawing:, 



Rankine, Browne, Jamieson, 35, 46, 34 



Prof. Rakkine, 
S. Anglin, . 
Prop. Fidlbr, 
W. H. Atherton, 
B. Cunningham, 
S. H. Wells, 



Constructional Steelwork, A. w. Farnsworth, 
Central Electrical Stations, C. H. Wordingham, 



Electricity Control, 
„ Meters, 
Light Railways, . 
Sewage Disposal Works, 
Sanitary Engineering, . 
Traverse Tables, . 
Electrical Tramways, . 
Locomotive Engineering, 



L. Andrews, 
H. G. Solomon, 
W. H. Cole, 
Santo Crimp, 
F. Wood, . 

R. L. GURDEN, 

Prop. A. Jamieson, 
W. F. Pettigrew, 



Valves and Valve-Gearing, Chas. Hurst, 



Hints on Design, 
Marine Engineering, 

Engine-Room Practice, 

Pocket- Book, . 

Design of Ships, . 

Steel Vessels, 

Stability of Ships, 
Nautical Series, 
The Steam-Engine, . 
Gas, Oil, and Air-Engines, 
Boilers : Land and Marine, 
„ Steam, 
„ Kitchen, 



35 

26 
26 
27 
27 
27 
26 
48 
48 
49 
30 
47 
78 
33 
34 
30 
31 
31 
44 
29 



Chas. Hurst, 
A. E. Seaton, . 
J. G. Livbrsidge, 
Seaton and Rounthwaitb, 44 
Prop. Harvard Biles, 38 
T. Walton, . . 38 
Sir E. J. Reed, 38 

Ed. by Capt. Blaokmors, 39 
Rankine, Jamieson, . 35, 34 
Bryan Donkin, 
T. W. Traill, 
R. D. MuNRO, 
R. D. MuNRO, 



Heat Efficiency of, Bryan Donkin, 



W. R. Browne, . 
Sidney H. North, 
Prop. Rankine, 
H. Davey, . 
Prop. Robinson, 
R. B. Hodgson, . 



Fuel and Water, 

Oil Fuel, .... 

Machinery and Millwork, 

Pumping Machinery, . 

Hydraulic Machinery, . 

Grinding Machinery, • 

Lubrication and Lubricants, Archbutt <k Debley, 
Rules and Tables, Rankine and Jamieson, 

Bonus Tables, H. A. Golding, . 

Electrical Poeket-Book, Munro and Jamieson, 

Electrical Price-Book, . H. J. Dowsing, . 

The Calculus for Engineers, Prop. Robt. H. Smith, 

Measurement Conversions, Prop. Robt. H. Smith, 

Chemistry for Eng^eers, Blount <fe Bloiam, 



28 
29 
32 
32 
28 
46 
29 
35 
37 
37 
33 
32 
36 
31 
48 
31 
45 
45 
46 



lOHDOH: CHARLES GRIFFIN ft CO., LIMITED, EXETER STREET, STRAHD/g^e 



a6 CHARLES ORIFFIN ^ 00.*S PUBLI0AT10N8, 

Third Edition, Revised, with an Additional Chapter on Foundations. 
Numerous Diagrams, Examples, and Tables, Large %vo. Cloth, its. 

THE DESIGN OF STRUCTURES: 

A PnMtleal Tp«atl«e on the Building of Bpldflres, 
Roota, 6m. 

By S. ANGLIN, C.E., 

If aiCar of KngineeriiiK, Royal Uniyenity of Ireland, late Whitworth Scholar, ftc 

" We can uBhentatiiiKly recommend this work not only to the Student, as the bbsv 
TkXT-BoOK on the subject, but also to the professional engineer as an xxcxbdimglt 
TALUABLB book of reference. **>-ilf(rcAa««ra/ World. 



Third Edition, Thoroughly Revised, Royal 8cw. With wumerom 
Illustrations and 13 Lithographic Plates. Handsome Cloth, Price 30X, 

A PRACTICAL TREATISE ON 

BRIDGE-CONSTRUCTION: 

Being a Text-Book on the Constrnction of Bridges in 

Iron and SteeL 

FOR THE USE OF STUDENTS, DRAUGHTSMEN, AND ENGINEERS. 

By T. CLAXTON FIDLER, M. Inst. C.K, 

Pro£ of Engineering, University College, Dundee. 

"The new edition of Mr. Fidler's work will again occai>y the same oon- 
•Fiouous POSITION among professional text-books and treatises as has been 
acoorded to its predecessors. Sound, simfli, and full."— 7%€ Engineer, 



In Medium Svo, Handsome Cloth. Pp. i-xv + 248, with ovet 
100 Illustrations. Price los. 6d, net. 

CONSTRDCTIONAL STEELWORK: 

Being Notes on the Practical Aspect and the Principles of 

Design, together with an Account of the Present 

Methods and Tools of Manufacture. 

By a. W. FARNSWORTH, 

Associate Member of the Institute of Mechanical Engineers. 

''Vi^ll be found of value to all Architects and Engineers engaged in steelwork construc- 
tion."— ^Wili/tV^ News. 

LONDON: CHARLES GRIFFIN ft CO.. LIMITED, EXETER STREET. STRAND. 

Digitized byCjOOQlC 



ENQINBBRINQ AND MECHANICS. 27 

In Large 8vo. Handsome Cloth, Gilt, Uniform with Stability of 8hip$ 

and Steel Ships (p. 38). With 34 Folding Plates and 468 

lUustrations in the Text. 30s. net. 

The Principles and Practice of 

DOCK ENGINEERING. 

By BRYSSON OUNNINGHA.M, B.E., Assoc. M.Inst.C.E., 

Of the Engineers* Department, Mersey Docks and Harbour Board. 
GENERAL CONTENTS. 
Historical and Discursive. — Dock Design. — Constructive Appliances. — 
Materials. — Dock and Quay Walls. — Entrance Passages and Locks. — 
Jetties, Wharves, and Piers. — Dock Gates and Caissons. — Transit Sheds 
and Warehouses. — Dock Bridges. — Graving and Repairing Docks. — 
Working Equipment of Docks. —-Index. 

" We have never seen a more profosely-illustrated treatise. It is a most important 
standard work, and should be in the hands of all dock and harbour engineers."— iSteanuAip. 
'•Will be of the greatest service to the expert as a book of reference."— ^wflrineer. 



Fourth Edition. In Two Parts, Published Separately. 
A TEXT-BOOK OF 

Engineering Drawing and Design. 

Vol. I. — Pbaotical Geometry, Plane, and Solid. 4s. 6d. 
Vol. II. — Machine and Engine Drawing and Design. 4b. 6d. 

BY 

SIDNEY H. WELLS, Wh.Sc, A.M.I.C.E., A.M.LMech.E., 

Prlnoipal of the Batteraea Polytechnic Institute, &c. 

With many lUustrcUions, apedaUy prepared for the Work, and nvmerout 

Saoamplea, for the Use 0/ Students in Technical Schools and CcUeges, 

** A CAPifAL TBXT-BooK, arranged on an sxcuibhv ststbm, calculated to give an intelligent 
naep of the mfadect, and not the mere facoltr of mechanical copying. . . . Mr. Wells shows 
bow to make ooMPLsn woaKiirch-DaAWiirew, atscnasing ftdly each step in the design."— .BlMlHoal 



In Large Crown 8vo. Handsome Cloth. With 201 Illustrations. 6s. net. 
AN INTRODUCTION TO 

the: dssiom^ of bsaimls, 

GIRDERS, AND COLUMNS 

IN MACHINES AND STRUCTURES. 

With Examples in Graphic Statics. 
By WILLIAM H. ATHERTON, M.Sc, M.LMech.E. 

« There should be a strong demand for this concise treatise."— Page** Weekly, 

LONDON: CHARLES GRIFFIN ft CO.. LIMITED, EXETER STREET, STRANa 



Digitized byCjOOQlC 



28 0HARLE8 QRIFFIN dt CO.'S PUBLICATIONS. 

Works by BRYAN D ONKIN, MJnstC.E. , M.IiistMeeh.B., Ae. 

Fourth Edition, Revised and Enlarged. With additional 

Illustrations. Large 8vo, Handsome Cloth. [Ai Press, 

GAS, OIL, AND AIR ENGINES: 

A Praetieal Text -Book on Internal Combustion Motors 

without Boiler. 

By BRYAN DONKIN, M.Inst.C.E., M.Inst.Mech.E. 

Obmskal Contbnts.— tias Bngines:— General Description— History and Derelop- 
ment— British, French, and German Gas Engines — Gas Ihroduction for Motive Power — 
Thtory of the Gas Engine — Chemical Composition of Gas in Gas Engines— Utilisation of 
HMt— Ezplodon and Comhustion. Oil HOtOPS :— Histonr and Development— Various 
lypas-Pnestman's and other Oil Engines. Hot-AlP BngUies :— History and Develop- 
mant— Various Types : Stirling's, Ericsson's, &c., &c 

"The BEST BOOK NOW PUBLisHBD ou Gas, Oil, and Air Engines. . . . Will beef 
▼nv GRBAT INTBRBST to the numerous practical engineers who have to make themselves 
funihar with the motor of the day. . . . Mr. Donkin has the advantage of long 
PSAcncAL BXPBRiBNCB, combined with high scibntific and bxpbrimbntal knowlbdgb; 
and an accurate perception of the requirements of Engineers."— 7*A^ Enginser. 
" A thoroughly rbliablb and bxhaustivb 'Tre9X\s^'*—EHgi9ueriHg^. 



In Quarto, Handsome Cloth. With Numerous Plates. 25s. 

THE HEAT EFFICIENCY OF STEAM BOILERS 

(ULND, MARINB, AND LOCOMOTIVE). 

With many Tests and Experiments on different Types of 

Boilers, as to the Heating Value of Fuels, &e., with 

Analyses of Gases and Amount of Evaporation, 

and Suggestions for the Testing of Boilers. 

By BRYAN DONKIN, M.Inst.C.E. 

General Contents. — Classification of different Types of Boilers — 
425 Experiments on English and Foreign Boilers with their Heat Efficiencies 
shown m Fifty Tables — Fire Grates of Various Types — Mechanical Stokers — 
Combustion of Fuel in Boilers — Transmission of Heat through Boiler Plates, 
and their Temperature — Feed Water Heaters, Superheaters, Feed Pumps, 
&C. — Smoke and its Prevention — Instruments used in Testing Boilers — 
Marine and Locomotive Boilers — Fuel Testing Stations — Discussion of the 
Trials and Conclusions — On the Choice of a Boiler, and Testing of Land, 
Marine, and Locomotive Boilers — Appendices — Bibliography — Index. 
With Plates illustrating Progress made during recent years, 
and the best Modem Practice. 

" Probably the host EXHAUS-nrx rtstmU that has ever been collected. A paAonoAii 
Book by a ^oronghly practical man.'*— /ron and Coal Trades Review. 



By WILLIAM NICHOLSON . 

{See page 47.) 

LONDON: CHARLES ORIFFIN i CO.. LIMITED. EXETER STREET, STRAND. 



Digitized byCjOOQlC 



BNQINEERINQ AND ME0HANI08. 29 

Tbibd SDinoiff, Reviud and Enlarged. Pocket-Sise, Leather^ 12*. 64.; alto Larger Site /or 
Office Ute, Cloth, 12«. Sd. 

Boilers, Marine and Land; 

THEIR CONSTRUCTION AND STRENGTH. 

A Handbook of Rules, Formula, Tables, &o., belativb to Matebial» 
80ABTLINOS, AND Pbbssubbs, Safbtt Valvbs, Sfbikos, 

FiTTIKOS AND MOTTNTINGS, fto. 

FOR THE USE OF ENGINEERS, SURVEYORS, BOILER-MAKERS, 
AND STEAM USERS. 

By T. W. TRAILL, M. Inst. 0. E., F.E.RN., 

Late Bngineer Snrreyor-in-Ohief to the Board of Trade. 

**«* To THE Second and Third Editions many New Tables for Pressure, 
up to aOO Lbs. per Square Inch have been added. 

" Thb most taluabu work on Boilen publlahed in JSaa$land.''^8hipptno World. 

"Oontains an Ehobjious Quaxvitt or InroBHATiON arrranged in a very convenient form. . . 
A MOBT USBTUL voLUMB . . . supplying information to be had no where else."— 2%« jff«flrfn«er. 



Just Out. Fifth Impression. Large Grown 8vo. With nnmerons 
lllnstrations. 6b. 

ENGINE-ROOM PRACTICE: 

A Handbook for Engineers and Offleers in the Royal Navy 

and Mercantile Marine, Including the Managrement 

of the Main and Auxiliary Engines on 

Board Ship. 

Bt JOHN G. LIVERSIDGE, A.M.I.C.E., 

Commander Engineer, Malta. 

ConUnU.—Qeuenl Description of Marine Machinery.^The Conditions of Service and 
Dnties of Engineers of the Boyal Navy.— Entry and Oonditions of Service of Engineern of 
ihe Leading S.B. Companies.— Baisinff Steam— Duties of a Steaming Watch on Engines 

and Boilers.—Shntting off Steam.— Harbour Duties and Watches Adjustments and 

Bepairs of Engines.— Preserration and Bepairs of '*Tank" Boilers.— The Hull and its 
ntnngB.— Oleaningand Painting Machinery.— Beciprooating Pumps, Feed Heaters, and 
Automatic Feed -water Begmatora — Evaporators. — Steam Boats. — Electric Light 
Machinery.— Hydraulic Bfachinery.— Air-Compressing Pumps. -Befrigerating Machines. 
—Machinery of Destroyers.- The Management of water-Tube Boilers.— Begulations for 
Entry of Assistant Enj^ineers, B.N.— Questions given in Examinations for Promotion of 
Sngineers, B.N.— Begulations respecting Board or Trade Examinations for Engineers, te. 

^ The contents oaxtitot vail to bb apfbbciatbd."— 7!A« Steanuhip. 

" This vsBTUSBFUL BOOK. . . . [llubtbations are of ORBAT iMPOBTANCB in a work 
Af fhlB kind, and it is satisfactory to find that spbcial atientiok has been given in this 
«eq»eet."— Aia«n«er<' OazetU. 



In Large Crown 8vo, Cloth. Fully Illustrated. Ss. net. 

O TU F TJ lEi Uz 

ITS SX7PPLY, COMPOSITION, AND APPLICATION. 

By SIDNEY H. NORTH, 

late bditob op the "petroleum rbvebw." 

CoNTEKTS.— The Sources of Supply.— Economic Aspect of Liquid Fuel— Chemical 
•Composition of Fuel Oils.— Conditions of Combustion in Oil Fuel Furnaces.— Early 
Methods and Experiments.— Modem Burners and Methods.— Oil Fuel for Marine Pur- 
poses. —For Naval Purposes.— On Locomotives.— For Metallurgical and other Purposes. 
— ^Appendices. —Index. 

" Everyone interested in this important question will welcome Mr. North's excellent 
text-book.**— .yatur«. 

LONDON: CHARLES GRIFFIN ft CO., LIMITED, EXETER STREET, STRAND. 
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JO 0HARLB8 QRIFFIN ^ 00.*8 PUBLICATIONS. 

SiooND Bdition, Revised. With namerons Plates redaoed fr<»ii 
Working Drawings and 290 lUnstrations in the Text 21s. 

A MANUAL OF 

LOCOMOTIVE ENGINEERINGS 

A Praetieal Text-Book for the Use of Engine Builders, 

Desigrnera and Draughtsmen, Railway 

Engrineers, and Students. 

BT 

WILLIAM FRANK PETTIGREW, M.Inst.O.E. 

With a Beotion on Amerioan and Continental Engines. 

By albert p. RAVENSHEAR, B.Sc, 

Of HIa Majesty*! Patent OfBoe. 

OmIMM. — Hlitorioa] Introdootion. 1768-1868 Modern LooomottTee: Simple.— 

Modem liOOomotiTea: Oompoond. - Primary Consideration in Liocomotive Deeign.— 
Cylinders, Steam Ohests, and Staffing Boxes.— Pistons, Piston Bods, Orossheads, and 
BUde Bars.— Oonneotingand Coaplinff Bods.— Wheels and Axles, Axle Boxes, Homliloek% 



and Bearing Spring8.^-^Balancinff.— Valye Gear.— Slide ValTes and Valve Gear Details.— 
Framing, Bogies and Axle Tmoks, Badial Axle Boxes.— Boilers.— Smokebox, Blast Plpe^ 
Firebox Fitttngs.- Boiler Monntings.- Tenders.- Bailway Brakes.— Lubrication.— Oon- 
samption of FneU Evaporation ana Engine Effloiency.— American Looomotiyes.— Con- 
tinental Looomettyes.— Bepairs, Banning, Inspection, and Benewals.— Three Appendioea. 
^todex. 

** Likely to remain for many years the Staitdasd Wobk for those wishing to leans 
Design.**— ^iifftffMer. 

** A most interesting and yalaable addition to the bibliography of the Looomotlye."— 
Baa«ay OHMal Oatette. 

" We recommend the book as tho&ouohlt PBAonoAL In its character, and MXBmHa ^ 
FXJLOB IN ANT oOLLXcnoM of . . . works on Looomotiye Engineering.*'- i2a<IiMi|f if<i9f . 

"The work ooNTAnra all that oah bb lxabxtt flrom a book npon sach a snbjeot. It 
will at once rank as thb standabd wobx upon this upobtant subjbot.*'— £a<IiMiy Magtuiiu. 



In Large 8vo. Handsome Cloth, With Plates and lUuatratwns. 16s. 

AT HOME AND ABROAD. 
Bt WILLIAM HENRY OOLE, M.Ihst.O.R, 

Late Depnty-Manager, North- Western Railway, India. 
Contents. — Disciuasion of the Term '*Li£ht Railways."— Engliah Bailwurs, 
Bates, and Farmers. — Light Railways in Belgium, France, Italv, other 
European Gonntries, America and the Colonies, India, Ireland. —Roaa Trans- 
port as an alternative.— The Light Railways Act, 1896. —The Question of 
Gauge.— Construction and Working.— Locomotives and Rolling-Stock.— Light 
Railways in England, Scotland, and Wales.— Appendices and Indez. 

** Mf . W. H. Oole has broaght together ... a laxob amouht of vaxuablx ihiobma- 
BOH . . . hitherto practically inacceaalble to the ordinary reader.**— nmec. 

" Will remain, for some time yet, a Stahdasd Wobk In everything relating to Ught 
Bailwsys."— ^n^fMer. 

** liie author has extended practical experience that makes the book ladd and osefnl. 
It is xxoBBDiifoitT well donc. "— i^n^fl^erinj^. 

"The whole subject is bxhacstivblt and PBAcnoALLT considered. The work can be- 
eordlally recommended as infispbnsablx to those whose daty it is to become aoqnalntad' 
with one of the prime necessities of the immediate fntare.*'— i2a<2tMiy Qficial 0aM«tte. 

**Thkbb oould bb no bbttbb book of first reference on its subject. All elaasos of 
Engineers will welcome its appearance."— «S^<man. 

lONDON : CHARLES GRIFFIN ft CO.. LIMITED, EXETER STREET. STRAND 



Digitized byCjOOQlC 



ENGINEERING AND MEOffANWS, 31 

Fourth Edition, Thoroughly Revised and ONatly Enlarged. 
With Numerous IllustrcUians. Price lOs, 6d. 

VALVES AND VALVE-GEARING: 

A PRACTICAL TEXT-BOOK FOR THE USE OP 
ENGINEERS, DRAUGHTSMEN, AND STUDENTS. 

By CHARLES HURST, Practical Draughtsman. 

PART I.— Steam Bngrine Valves. 
PART II.— Gas Bnerlne Valves and Gtoaps. 
PART III.— Alp Comppessop Valves and Oeaplnsr. 
PART IV.-Pump Valves. 

" Mk. HubsI! b valvsb and talts-obabiko will prove a very valuable aid, and tend ta the 
production of Engines of SGiBimric DBBiON and BCONOMicAL WORKING. . . . Will be largely 
■ought after bj Students and Designers."— itfarific Engineer. 

" Almost SYBBT TTPB of VALVB and its gearing is clearly set forth, and illustrated in 
raoh a way as to be bbadilt i}ndebstood and pbactkullt afplibd by either the Engineer, 
Draughtsman, or Student. . . . Should prove both useful and valuablb to all En^eers 
seeking for bxijablb and glbab information on the subject. Its moderate price b^ng» it 
within the reach of all"— /luItMtrtef and Iron. 



Hints on Steam Eng-fne Desfg-n and Construction. By Chables 
HuBST, "Author of Valves and Valve Gearing." Second Edition, 
Revised. In Paper Boards, 8vo., Cloth Back. Illustrated. Price 
Is. 6d. net. 
OoNTBNTS.— L Steam Pipes.— II. Valves.— III. Cylinders.— IV. Air Pumps and Con- 
densers. -V. Motion Work.— VI. Crank Shafts and Pedestals.— VIL Valve Gear.— VIII. 
Lubrication.— IX. Miscellaneous Details — Indbx. 

'' A handy volume which every practical young engineer should possess.'*— TTke Model 
Engineer. 

Strongly Bound in Super Royal 8vo. Cloth Boards. 7s. 6d. net. 



For Calculating Wages on the Bonus or Premium Systems. 

Far Engineering, Technicai and Allied Trades, 

By henry a. GOLDING, A.M.Inst.M.E., 

Technical Assistant to Messrs. Bryan Donkin and Clench, Ltd., and Assistant Lecturer 

in Mechanical Engineering at the Northampton Institute, London, E.C. 
"Cannot fail to prove practically serviceable to those for whom they have been 
deaigaed.'*— Scotsman. 



Second Edition, Cloth, 8s. 6d. Leather, for the Pocket, 8s. 6d. 
GBIFFm'S ELECTRICAL PBICE-BOOK : For Electrical, Civil, 

Marine, and Borough Engineers, Local Authorities, Architects, Railway 

Contractors, &c., &c. Edited by H. J. Dowsing. 

'* The Elbctrical Pricb-Book rbmovbs aix mvstbrv about the cost of Electrical 
Power. By its aid the bxpbnsb that will be entailed by utilising electricity on a large or 
small scale can be discovered.**— Atvktiect, 

LONDON: CHARLES SRIFFIN « CO., LIMITED, EXETER STREET, STRANa 
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32 CHARLB8 GRIFFIN Jb CO.'S PUBLICATIONS. 

Shortly. Sscoifi) Edition. Large 8yo, Handsome Cloth. With 
niiutrations, Tables, Ac. 

Lubrication & Lubricants: 

A TREATISE ON THE 
THEORY AND PRACTICE OF LUBRICATION 

AND ON THE 

NATURE, PROPERTIES, AND TESTING OF LUBRICANTS. 
Bt LEONARD ARCHBUTT, F.I.O., F.O.S., 

Chemist to the Midland Railway Company, 
AND 

R. MOUNTFORD DEELEY, M.I.Mech.E., P.G.S., 

Chief Locomotive Superintendent, Midland Railway Company. 

Contents.— I. Friction of Solids.— n. Liquid Friction or YisGoslty, and Plaatle 
rriction.— IIL Superficial Tension.- IV. The Theory of Lubrication.— V. Lubricants, 
their Sources, Preparation, and Properties.— VI. Physical Properties and Methods of 
Examination of Lubricants.— VII. Chemical Properties and Methods of Examination 
of Lubricants.— VIII. The Systematic Testing of Lubricants by Physical and Chemical 
Methods.— IX. The Mechanical Testing of Lubricants.— X. The Design and Lubrication 
of Bearings.— XI. The Lubrication of Machinery.— Index. , 

" Destined to become a OLASSio on the subject."- /ndu«£rie« and Iron. 

" Contains practically all that is known on the subject. Deserves the careful 
attention of all Engineers."— JSatZvay OJletal Guide. 



Fourth Edition. Very/uUy lUu&trtUed, Oloth, 4s. W. 

STEAM « BOILERS! 

THXIR DEFSSOTS, ICANAaBMENT, AlTD OONSTBUOTION. 
By R D. MUNRO, 

Ch^f Engineer of the Scottish Boiler Inawanee and Engine Inspection Company. 

Gbkbral Contents.— I. Explosions caused (i) by Overheating of Plates— <a) By 
Defective and Overloaded Safety Valves— (3) By Corrosion, Internal or External— ^4) By 
Defective Desi^ and Construction (Unsupported Flue Tubes ; Unstrengthened Manholes ; 
Defective Staymg ; Strength of Rivetted Joints ; Factor of Safety)— II. Construction or 
Vertical Boilers: Shells — Crown Plates and Uptake Tubes — Man-Holes, Mud-HoleS| 
jmd Fire-Holes- Fireboxes — Mountings — Management — Cleaning— Table of Bursting 
Pressures of Steel Boilers — Table of Rivetted Joints — Specifications and Drawings <» 
Lancashire Boiler for Working Pressures (a) 80 lbs. ; (d) 900 lbs. per square inch respectively. 

" A valuable companion for workmen and engineers engaged about Steam Boilers, ought 
40 be carefully studied, and always at hand."— C^Z^. Guardian. 

" The book is very useful, especially to steam users, artisans, and young Engineers."— 
Bngi9t*er. 

Bt the same Axtthor. 

KITCHEN BOILER EXPLOSIONS: Why 

they Occur, and How to Prevent their Occurrence. A Practical Hand- 
book based on Actual Experiment. With Diagram and Coloured Plate. 
Price 3s. 

LONDON: CHARLES GRIFFIN & CO., LIMITED, EXETER STREET, STRAND. 
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BNOINEERINO AND MECHAN108. 33F 

In Crown Svo, Handsome Cloth, With Numerous 
Illustrations, 51. net, 

EHERT GRINDINfi MAGHINEY. 

A Text-Book of Workshop Practice in General Tool Grinding^ 

and the Design, Construction, ana Application 

of the Machines Emoloyed, 

BY 

R. B. HODGSON, A.M. Inst. Mech.E., 

Author of " Machines and Tools Employee* in the Working of Sheet Metals." 
Introduction.— Tool Grinding. — ^Emery Wheels. — Mounting Emery Wheelsj 
— Emery Rings and Cylinders. — Conditions to Ensure Efficient Wdtking. — 
Leading Types of Machines.— Concave and Convex Grinding. — Cup and Cone 
Machines. — Multiple Grinding. — "Guest" Universal and Cutter Grinding 
Machines. — Ward Universal Cutter Grinder. — Press. — Tool Grinding. — Lathe 
Centre Grinder.— Polishing.— Index. 

Deals practically with every phase of his subject." — Ironmonger 
" Eminently practical . . . cannot fail to attract the notice of the users of this clas3 Oi 
machinery, and to meet with Careful perusal." — Chem. Trade Journal. 



Sixth Edition. Folio, strongly half-bound, 21s. 

TRA.VERSE TABLES: 

Computed to Four Places of Decimals for every Minute 
of Angle up to 100 of Distance. 

For the use of Surveyors and Engrineers. 

BY 

RICHARD LLOYD GURDEN, 

Authorised Surveyor for the Govermnents of New South Wales and 
Victoria. 

%* Published with the Concurrence of the Surveyors- General for New South 
Wales and Victoria, 

** Those who have experience in exact Survky-work will best know how to appreciate 
the enormous amount of labour represented by this valuable booJc The computations 
enable the user to ascertain the sines and cosines for a distance of twelve miles to within 
half an inch, and this by rbfbrbncb to bitt Onb Table, in place of the usual Fifteen 
minute computations required. This alone is evidence of the assistance which the Tables 
ensure to every user, and as every Surveyor in active practice has felt the want of swch 
assistance fbw knowing of their publication will remain without them." 

—Engmeer.. 

LONDON: CHARLES GRIFFIN & CO.. LIMITED, EXETER STREET. STRAND. 
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34 CHARLES QRIFFIN dt OO.'S PUBL10ATI0N8, 

WORKS BY 
ANDREW J AMIESON, M.Inst.C.K, M.I.E.E., F.R.S.E.. 

Formtrly Profttsw of EUcirieal EnkinMrtng^ The Glasgow and West of Scotland 
Technical College. 

PROFESSOR JAMIESON'S ADVANCED TEXT-BOOKS. 

Ifi Large Crown Sz/^. f^Uy IlluitraUd. 

STEAM AND STEAM-ENGINES, INCLUDING TURBINES 

AND BOILERS. For the Use of Students preparing for Competitive 
Examinations, ^th over 700 pp., over 350 Illustrations, 10 Folding 
Plates, and very numerous Examination Papers. Fourtbbnth Edition. 
Revised throughout. los. 6d. 

"Prolesior Janueson fascixuites the reader by his clbarnbss of concbption and 
OICPUCITV OF KXPRXSSION. His treatment recalls the lecturing of Faraday."— ^/A^immmk. 

*' Tlie BssT Book yet published for the use of Students."— ^ii^vM^r. 

MAGNETISM AND ELECTRICITY. For Advanced and 
** Honours " Students. By Prof^amieson, assisted by David Robertson, 
B.Sc, Professor of Electrical Engineering in the Merchant Venturers* 
Technical College, Bristol. {Shortly, 

APPLIED MECHANICS & MECHANICAL ENGINEERING. 

Vol. I. — Comprising Part I., with 540 pages, 300 Illustrations, and 
540 Examination Questions: The Principle of Work and its applica- 
tions; Part II.: Friction; Gearing, &:c. Fifth Edition. 8s. 6d. 
" Fully maintains the reputation of the Author." — Pract, Engineer. 

VoL II. — Comprising Parts III. to VI., with 608 pages, 371 Illus- 
trations, and copious Examination Questions: Motion and Energy; 
Graphic Statics; Strength of Materials; Hydraulics and HydrauUc 
Machinery. Fourth Edition. 12s. 6d. 

"W«LL AND LUCIDLY WRITTEN.*'— 7*** Engineer. 

•»• Each of the above volumes is complete in itself^ and sold separately. 

PROFESSOR JAMIESON'S INTRODUCTORY MANUALS 

Crown %vo. With lUustraiions and Examination Papers, 

STEAM AND THE STEAM-ENGINE (Elementary 

Manual of). For First- Year Students. Tenth Edition, Revised. 3/6. 
" Should be in the hands of bvbry engineering apprentice.*' — Practical Engineer, 

MAGNETISM AND ELECTRICITY (Elementary Manual 

of). For First- Year Students. Sixth Edition. 3/6, 

** A CAPITAL TEXT-BOOK . . . The diagrams are an important feature."— ^cA^^/MMf^fr. 
" A THOROUGHLY TRUSTWORTHY Text-book. ?RACTicAL and clcar."— iVa/ww. 

APPLIED MECHANICS (Elementary Manual of). 

specially arranged for First- Year Students. Sixth Edition, 
Revised and Greatly Enlarged. 3/6. 
'*The work has very high qualities, which may be condensed into the cme word 
' CLSAR.' ^'■—Science and A rt. 

In Preparation. 300 pages. Crown Svo, Profusely Illustrated, 

MODERN Electric Tramway Traction: 

A Text-Book of Present-Day Ppa^tiee. 

Fw the Use 0/ Eleetrieal Engineering Students and, those interested in EUcstric 

Trans iniseion of Pvuoer. 

By Pbof. ANDREW JAMIESON. 



A POCKET-BOOK of ELECTRICAL RULES and TABLES. 

For the Use of Electricians and Engineers. By John Munro, C.E., 
and Prof. J AMIESON. Pocket Size. Leather, 8s. 6d. Seventeenth 
Edition. [See p. 48. 

lONDON: CHARLES GRIFFIN & COu LIMITED^ EXETER STREET, STRAND. 

uigitizea Dy %j^v^>^i\^ 



ENaiNBBBINO AND MJSOBAmOB. 35 

WORKS BY 

f. J. HAGQUORN RAMKIME, LL.D, F.R.S., 

Late flegiua Profeaaor of Ololi Engineering In the Unloerslty of Qlaegow. 
THOBOUOHLY BBYISSD BY 

W. J. MILLAE, C.E., 

Late Secretary to the Institute of Engineers and Shiptntlldere In Seottand. 



A MANUAL OF APPLIED MECHANICS : 

Oompriaing the Principles of Statics and Cinematics, and Theory of 
Stnictures, Mechanism, and Machines. With Nnmerons Diagrams. 
Crown 8yo, cloth. Sevbntbbkth Edition. 12s. 6d. 



A MANUAL OF CIVIL ENGINEERING: 

Oomprising Engineering Surveys, Earthwork, Foundations, Masonry, Car- 
pentry, Metal Work, Roads, Railways, Canals, Riyers, Waterworks, 
Harbours, &c. With Numerous Tables and Illustrations. Crown Svo. 
cloth. Twenty-Second Edition. 16s. 



A MANUAL OF MACHINERT AND MILLWORK : 

Conq^rising the Geometry, Motions, Work, Strength, Constmotion, and 
Objects of Machines, &c. Illustrated with nearly 300 Woodcuts, 
Crown Svo, doth. Ssvbnth Edition. 12s. 6d. 



A MANUAL OF THE STEAM-ENGINE AND OTHER 
PRIME MOVERS: 

with a Section on Gas, Oil, and AiK Engines, by Bbyan Donkin, 
M.Inst. C.E. With Folding Plates and Numerous Illustrations. 
Crown Svo, cloth. Fifteenth Edition. 12s. 6d. 

tONDOM: GHABLE8 QRIFFiN & CO.. LIMITED. EXETER STREET, STRAND^ 
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36 CHARLES GRIFFIN db OO.'S PUBLICATIOm. 

P&of. Rankins's Works— >(C>M/i'ii««<). 

USEFUL RULES AND TABLES: 

Por Arohiteots, Bnilden, Engineers, Founders, Meohanios, Shipbuilders*. 
Surveyors, &o. With Appendix for the use of Eleotbioal Ekqinsbba 
By Professor Jamihson, F.R.S.E. Ssventh Edition. 10s. dd. 



A MECHANICAL TEXT-BOOK: 

A Praotioal and Simple Introduction to the Study of Mechanios. B)>^ 
Professor Rankins and E. F. Bahbeb, C.E. With Numerous Dins 
trations. Crown 8yo, cloth. Fifth Edition. Qs. 

*«* Tht "■ MacHANiOAL Text-Book '* wag designed fry ProfOBBor fiAHxnrs at an Imso- 
ouonoK (0 the «fro«e Series of MemuaU. 



MISCELLANEOUS SCIENTIFIC PAPERS. 

Royal 8yo. aoth, 31s. 6d 

Part I. Papers relating to Temperature, Elasticity, and Expansion of 
Vapours, Liquids, and Solids. Part II. Papers on Energy and its Trans- 
formations. Part III. Papers on Wave-Forms, Propulsion of Vessels, fto. 

With Memoir by Professor Tait, M.A. Edited by W. J. Millar, O.B. 
With fine Portrait on Steel, Plates, and Diagrams. 

" No more enduring Memorial of Professor Rankine could be devised than the puUica* 
don of these papers in an accessible form. . . . The Collection is most valuable o» 
aooount of the nature of his disa>veries, and the beautjr and completeness of his analyas. 
. . . The Volume exceeds in importance any wtnrk m the same department pubUahM^ 
in oar timc^—ArcktUct. 



SHELTON-BEY (W. Vincent, Foreman to the 

Imperinl Ottoman Gun Factories, Constantinople) : 

THE MECHANIC'S GUIDE : A Hand-Book for Engineers and 
Artizans. With Copious Tables and Valuable Recipes for Practical Use. 
Illustrated. Secof$d Edition. Crown 8vo. Cloth, 7/6. 

LONDON : CHARLES GRIFFIN ft CO., LIMITED^ EXETER 3TR£ET. STRANft 
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SNGINBBRINQ AND MBQHANI08. 37 

Third Edition, Thoroughly Revistd and Enlarged, With 60 Plates and 
Numerous Illustrations, Handsome Cloth, ^45, 

HYDRAULIC POWER 

AND 

HYDRAULIC MACHINERY. 

BT 

HENRY ROBINSON, M. Inst. C.E., F.G.S., 

fbllow or king^s collbgb, london ; psor. emeritus of otil bnginebrin6, 
king's collbgb, btc., etc 

Contents — Discharge through Orifices. — Flow of Water through Pipes. — ^Accumulators. 
— Presses and Lifts. — Hoists. — Rams. — Hydraulic Engines. — Pumping Engines.— Capstans. 
— Traversers. —Jacks. — Weighing Machines. — Riveters and Shop Tools. — Punching, 
Shearing, and Flanging Machines. — Cranes. — Coal Discharging Machines. — Drills and 
Cutters. — Pile Drivers, Excavators, &c. — Hydraulic Machinery applied to Bridges^ Dock 
Gates, Wheels ,and Turbines. — Shields. — Various Systems and Power InstaUations. — 
Meters, &c.— Index. 

"The standard work on the application of water power."— Ca*«rr'* Magasine, 



JUST OUT, Second Edition, OreaUy Enlarged, With Frontiapiece, 
several Plates^ and over 260 Illu&trationa, 2\8, net* 

THE PmCIPLES AHD COMSTRnCTION OF 

PUMPING MACHINERY 

(STEAM AND WATER PRESSURE). 

With Practical IlltiBtrations of Ehoinbs and Pumps applied to MiiriNa, 

Town Wateb Sitpflt, Drainage of Lands, &o., also Economy 

and Efficiency Trials of Pumping Machinery. 

By henry DAVEY, 

Member of the Inatitatioii of Civil Engineers, Member of the InkUtation of 
Meohanioal Engineers, F.O.S., <fec. 

Ck>NTENTS —Early History of Pnmpng En^es — Steam Pompmg Engines — 
Pomps and Pnmp ValTes — Greneral Principles of Non-Botative Pomping 
Engines— The Cornish Engine, Simple and Compound — Types of Mining 
Engines— Pit Work— Shaft Sinkinfi^— Hydraulic Transmission of Power in 
Mines— ValTC Gears of Pumping Eounnes — Water Pressure PumpingEngines 
—Water Works Enpnes — ^Pumping Engine Economy and Trials of Pumping 
Machinery — Centrifugal and other Low-Lift Pumps — Hydraulic Kams, 
Pumping Mains, A;a— Index. 

**B7 the *one English Engineer who probably knows more about Pomping Machinery 
than Ainr othxr.* ... A yolumb asoosDixro the bxsults op lono szfxbibvos avd 
SIDDT.**— T»€ Bngiuur, 

^Undonbtedly THX best ahd kobt nuonoiL xbxatiss on Funping Machinery thai ham 
Tax BSBV YuvusBsa^.^'^Mining Journal, 

UNDON: CHARLES GRIFFIN ft CO.. LIMITED, EXETER STREET. STRAND 
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38 0HARLE8 GRIFFIN * 00:8 PUBLWATIONS. 

ffoutU 890, MttMtBomo OloUi, With numerous lUuatrations and Tables. 268. 

THE STABILITY OP SHIPS. 

BY 

SIR EDWARD J. REED, K.C.B., F.R.S., M.P., 

CmCKT OF THX IMPERIAL ORDBRS OF ST. 8TANILAUS OF RUSSIA ; FRANCIS J08BFH OF 

AUSTRIA ; MBDJIDIB OF TURKKY ; AND RISING SUN OF JAPAN ; VICB- 

PRBSIDBNT OF THB INSTITUTION OF NAVAL ARCHITBCTS. 

In order to render the work complete for the purposes of the Shipbuilder, whether at 
heme (nr abroad, the Methods of Calculation introduced by Mr. F. K. Barnbs. Mr. Gray, 
M. Kjbkh, M. Daymard, and Mr. Benjamin, are all pven separately, illustrated faj 
Tables and worked-out examples. The book contains more than aoo Diagrams, and u 
Ulustrated by a large numb^ of actual cases, derived from ships of all descriptions. 

" Sir Edward Rbbd's ' Stabiuty of Ships ' is invaluablb. The Naval Architbct 
will find broiifl^ togetner and ready to his hand, a mass of information which he would other- 
wise have to seek in an almost encQess variety of publications, and some of which he would 
poinUy not be able to obtain at all tAaew)iar^"^Sieamt/up. 

THE DESIGN AND OONSTBUOTION OF SHIPS. By John 
Harvard Biles, M.Inst.N.A., Professor of Naval Architecture in the 
University of Gla^ow. [In Preparation, 

Third Edition. Illustrated with Plates, Numerous Diagrams, and 
Figures in the Text. i8s. net 

STEEL SHIPS: 

THEIB. CONSTRUCTION AND MAINTENANCE. 

A Manual for Shipbuilders, Ship Superintendents, Students, 
and HHarine Engineers. 

By THOMAS WALTON, Naval Architect, 

AUTHOR OF "know YOUR OWN SHIP." 

Contents.— I. Manufacture of Caat Iron^ Wrought Iron, and SteeL— Com- 
position of Iron and Steel, Quality, Strengtn, Tests, &c. II. Classification of 
Steel Ships. III. Considerations in making choice of Type of Vessel — ^Framine 
of Ships. lY. Strains experienced by Ships.— Methods of Computing and 
Comparing Strengths of Ships. V. Construction of Ships. — ^Alternative Modes 
of Construction.- Types of Vessels.— Turret, Self Trimming, and Trunk 
Steamersj&c— Rivets and Rivetting, Workmanship. VL Pumping Arrange- 
ments. VII. Maintenance. — Prevention of Deterioration in the Hulls of 
Ships.— Cement, Paint, &c.— Index. 

^' So thoroaffh and well written is every chapter in the book that it U diffieolt to select 
any of them as being worthy of exceptional praise. Altogether, the work is excellent, and 
will prove of great value to those for whom it is intended."— 2'A« Engineer. 

*^ Mr. Walton has written for the profession of which he Is an ornament. His work 
will be read and appreciated, no doubt, by every M.I.N.A., and with great benefit by the 
majority of them.'^— /ournaj of Commerce. 



UNIFORM WITH THE ABOVE, 

THE PRINCIPLES AND PRACTICE OF 

DOCK ENGINEERING. 

By BRYSSON CUNNINGHAM, B.E., M.Inst.CE. 
See p. 27. 

LONDON: CHARLES GRIFFIN & CO.. LIMITED. EXETER STREET, STRAND. 
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GRIFFIN'S NAUTICAL SERIES. 

Edited by EBW. BLAGKMORE, 

Halter Mariner, First Class Trinity House Certificate, Assoc. Inst. N.A. ; 

And Wbitten, mainlt, by Sailoss for Sailobs. 



"Tms ADimtABLB SBEiiBa."—Fairplay. "A yebt vsbful bsbses."— Nature, 
"The volumes of Mb^rs. Gbifvin's UTautioal Sbbdss may well and profitably b« 

read by all interested in oar national maritime proqkbss. "— Jf arin« Engineer, 

"Btert Ship should have the whole Series as a Refbrenob Ubrart. Hanb- 

8OMBLT BOUND, OLEARLT PRINTED and ILLUSTRATED."— JDtt^rpoo2 Joum, qf Conuneroe, 

The British Mercantile Marine : An Historicfti Sketoh of its Biae 

and I>evelqi»ment. By the Bditor, Caft. Blaokmorb. 8s. 6d. 

'* Captain Sackmore's splendid BOOK . . . contains paragraphs on every point 
of interest to the Merchant Marine. The 248 pages of this book are THE most VALU- 
ABLB to the sea captain that have ever been oompiled."— if ereAant Service Review, 

Elementary Seamanship. By D. Wilson-Barkbr, Master Marinmr, 
F.K.S.E., F.K.G.S. With nnmerons PUtes, two in Colours, and Frontiapifloe. 
Fourth Edition, Thoroughly Revised. With additional Illustrations. 6s. 
"This admirable manual, by Caft. Wilson Barker, of the < Worcester, seams 

to us PBRVECRELT DBSIONED. "—AthenOtUm. 

Know Your Own Ship : A Simple Explanation of the Stability, Con- 
struction, Tonnage, and Freeboard of Ships. By THOS. Walton, Naval Archlteot. 
With numerous Illustrations and additional Chapters on Buoyancy, Trim, and 
Calculations. Eighth Edition. 78. 6d. 
" Mr. Walton's book will be found very useful."— r*« Engineer, 

Naviflration : Theoretical and Praetieal. By D. WilsonBabkeb 

and William Allingham. Seoond Edition, Revised. 8s. 6d. 
"Pregibblt the kind of work required for the New Certificates of competency. 
Candidates will find it tsvalvablel"— Dundee Advertiser, 



Marine Meteorology: For Officers of the Merchant Navy. By 
WILLIAM ALLiNQHAMnnrst CUws Honours, Navigation, Science and Art Departmeni 
With niustrations. Maps, and Diagrams, and Jactimae reproduction of log page. 
7s. 6d. 
" Quite the best publication on this subject."— ^Aipjpin^ Gazette, 

Latitude and Longitude : How to find them. By W. J. MILIaa^ 

C.E. Second Edition, Revised. 2«. 

" Cannot but prove an acquisition to those studying Navigation."— Jfarifi« Engineer, 

Praetieal Meehanies : Applied to the reqalrementa of the Saflor. 
By Thos. Mackenzie, Master Mariner, F.B. A.S. Second Edition, Bevised. 8s. 6d. 
" Well worth the money . . . bxcbedinqlt exlpvul."— Shipping World, 

Trigonometry : For the Youne Sailor, &0, By Eioh. C. Buck, of the 

lluanes Nautical Training College, H.M.S. " Worcester." Second Edition, Bevlsed. 

Price 8s. 6d. 

'*Thls EMINBNTLT PRAOTIOAL and reliable volume."— iSdAootnuuter. 



Praetieal Alffebra. By Rioh. C. Buck. . Companion Volmne to the 
above, for Satfor s and others. Price 8s. 6d. 
" It is JUST THE BOOK for the young sailor mindful of progress. —Ntwtieal Magcufine, 

The Legal Duties of Shipmasters. By Bbnbdiot Wm. Ginsbubg, 

M.A., IiIi.D., of the Inner Temple and Northern Circuit ; Barrister-at-Law. Second 

Edition, Thoroughly Bevised and Enlarged. Price 48. 6d. 

" Invaluable to masters. . . . Wecantimyreconaaendit,"--'Shipping€huKtte. 

A Medieal uid Surgical Help for Shipmasters. Including First 

Aid at Sea. By Wm. Johnson Smuh, F.B.O.S., Principal Medical Oflloer, Seamen's 
Hospital, areenwieh. Third Edition, Thoroughly Eevisod. 6s. 
"Sound, judicious, really helpful."— 2%« Laneet, 

LONDON CHARLES GRIFFIN & CO., LIMITED, EXETER STREET, STRAND. 
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40 CHARLES GBIFFIN & CO.'S PUBLICATIONS. 

GRIFFIN'S NAUTICAL SERIES , 

Introductory Volume. Price Sa, 6d, 
THE 

British Mercantile Marine. 

By EDWARD BLACKMORE, 

MASTER MARINBR; ASSOCIATB OF THB INSTITUTION OF NAVAL ARCHITBCTS; 

MBMBBR OF THB INSTITUTION OF BNGINBBRS AND SHIPBUILDBRS 

IN SCOTLAND; BDITOR OF GRIFFIN'S "NAUTICAL SBRIBS." 

Gbnxral Ck)NTENTB.— Hibtobioal : From Early Times to 1486— Proffreas 
under Henry YIIT.— To Death of Mary— Xhuinff Elizabeth's Beign— Up to 
the Beign of William III— The 18th and 19th Centuries— Institation of 
EzaminationB — Bise and Progress of Steam Propulsion — Development of 
Free Trade— Shipping Legislation, 1862 to 1875— " Locksley Hall^ Case— 
Shipmasters* Societies— Loading of Ships — Shipping Legislation, 1884 to 1894— 
Statistics of Shipping. The Pbbsoknel : Shipowners— Officers— Mariners— 
Dnties and Present Position. Education: A Seaman's Education: what it 
■hocdd be— Present Means of Education— Hints. DisciFLiKE and Duty— 
Postscript— The Serious Decrease in the Number of British Seamen, a Matter 
demanding the Attention of the Nation. 

**IjnxBxaxiHa and Instrvoxivb . . . may be read with PBonr and bnjotioht."— 

f^SvxBT BBABOH of the Bubjeot 1b dealt with in a way which shows that the writer 
* knows the ropes* familiarly."— <S6ot«ma». 

**ThiB ADMXBABLB book . . . TXBics With usefol information— Shonid be in the 
hands of every Sailor.'*— ir««ter» Morning Netn. 



Fourth Edition, Thoroughly Revised, With Additional 
Illustrations, Price 6s, 

ELEMENTARY SEAMANSHIP. 

BT 

D. WILSON-BABKER, Mastbb Makinbr; F.B.S.E., F.R.G.S.,&a, &o. 

TOUNaSB BBOTHEB OF THB TBINITT HOUSB. 

With Frontispiece, Numerous Plates (Two in Colours), and IllustrationB 

in the Text. 

General Contents.— The Building of a Ship; Parts of Hull, Masts, 
ftc. — ^Bopes, Knots^ Splicing, &c. — Grear, Lead and Log, &g, — Bigging^ 
Anchors — Saihnaking — The Sails, &c. — Handling of Boats under Sail — 
Signals and Signalling— Bule of the Boad— Keeping and Believing Watch — 
Points of Etiquette— Glossary of Sea Terms and Fhnuses— Index. 

%* The volnme contains the new bulks of thb boad. 
*' This apkibablk icanual, by Oaft. WnjsoB-BABXBB of the * Worcester,' seems to na 
PBBisoTLT DBBiONBD, and holds its place excellently in * Gamnir's Nauhoal Sbbbs.' . . . 
Although intended for those who are to become Officers of the Merchant Na^y, it will be 
fovnd nseful by all TAOwseaaES.''^Athenantm. 

%* For complete List of GaiFmr's Nautical Sbbdes, see p. 89. 

LONDON : CHARLES GRIFFIN i CO., LIMITED, EXETER STREET, STRAND. 
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GRIFFIN'S NAUTICAL SERIES, 

Second Edition, Revised cmd IUu8i/rated. Price Sa, 6d, 

NAViaATION: 

PirJLCTICJLXi JLM^D rr:HEORX:T'ICJBXi« 

By DAVID WILSON-BARKER, RN.R., F.R.S.E., Ac., &o., 

AND 

WILLIAM ALLINGHAM, 

intST-CLAflS HONOUSS, NAYiaATION, 80IXKCB AND ART DBPABTMSNT. 

TRIlftb ViumerouB ^Iludtratfottd an^ £samfnatfon Queatfone. 

Gensbal Contents.— Definitioxis—Latitade and Longitade— Infltrnmenti 
of Nayigation — Gorreotion of Gouises— Plane Sailing— TraTene Sailing— Day's 
Work — Parallel Sailing — Middle Latitade Sailing — Mercator^s Chait— 
Meroator Sailing— Cnrrent Sailing— Poedtion by Bearings— Great Oirde Sailing 
— ^The Tides — Questions — Appencuz : Compass Error — Xiamerons TTsefol Hints. 
&C. — Index. 

** Pbxoisblt the kind of work reqnlred for the New Certiflcates of competency in mdas 
from Second Mate to extra Master. . . . Candidates will find it umi.uiLBLB.*'— DiHMiM 
Adio«rtiM«r. 

"A OAFiTAL UTTLB BOOK . . . speGtally adapted to the New Examinations. Hie 
Anthora are Caft. Wilson-Babkxb (Captain-Snperintendent of the Nautical College, H.M.SL 
* Woroeeter,* who has had great experience in the highest problems of Navigation), and 
Mx. AixXHOBAK, a well-known writer on the Science of Nayigatlon and Nautical Astronomy.** 
^Shippti^ World, 



Handsome Cloth, Fully Illustrated, Price 78, 6d. 

MARINE METEOROLOGY, 

FOR OFFICERS OF THE MERCHANT NAVT. 
. By WILLIAM ALLINGHAM, 

Joint Author of "Navigation, Theoretical and Practical." 

With nnmerons Plates, Maps, Diagrams, and Illustrations, and a facsimile 
Reproduction of a Page from an actual Meteorological Log-Book. 

SUMMARY OF CONTENTS. 

INTBODUOTORT.— Instruments Used at Sea for Meteorological Purposes.— Meteoro- 
logical I^-Books.— Atmospheric Pressure.— Air Temperatures.— Sea Temperatures.— 
winds.— Wind Force Scales.— History of the Law of Storms.— Hurricanes, Seasons, and 
Storm Tracks.— Solution of the Cyclone Problem.— Ocean Currents.— Icebeigs.— Syn- 
chronous Charts.— Dew, Mists, Fogs, and Haze.— Clouds.— Rain, Snow, and Hail.— 
Mirage, Sainbows, Coronas, Halos, and Meteors.— Lightning, Corposants, and Auroras.— 
QnisiioNS.— Appendix.— Index. 

'* Quite the bbbt publication, and certainly the most iktbbsstiro, on this subject ever 
presented to Nautical men."— Shipping Oazette. 

*«* For Complete List of Griffin's Nautical Sebibs, see p. 39. 
LONDON: CHARLES GRIFFIN & CO.. LIMITED. EXETER 8TREEL STRAND. 



Digitized by VjOOQIC 



<• OBARLaV ORlFriH * OO.'g PVBLICATIOn. 

QBIFFIirS yAUTICAL SERIES. 

SiooiTD Edition, Revised. With NamerotiB Illnstratioos. Price Ss. 6d. 

Practical Mechanics: 

Applied to the Bequirements of the Sailor. 
By THOS. MACKENZIE, 

Ifatttr Mariner, F.R.A,8. 
GsmntAL Contents. — Resolution and Composition of Forces— Work done 
by Machines and Living Agents— The Mechanical Powers: The Lever; 
Derricks as Bent Levers-^The Wheel and Axle : Windlass ; Ship's Capstan ; 
Crab Winch— Tackles : the "Old Man"— The Inclined Phme; the Screw— 
The Centre of Gravity of a Ship and Cargo — Relative Strength of Rope : 
Steel Wire. Manilla^ Hemp, Coir— Derricks and Shears- Calculation of the 
GroBS-breaJong Stram of Fir Spar— Centre of Effort of Sails— Hydrostatics : 
the Diving-bell ; Stability of Floating Bodies ; the Ship's Pump, &xi, 
** This bxoellknt book . . . contains a laboe amoitnt of information." 

" Well wobth the money . . . will be found exoeedinglt HELPvnib"— 
Shipping WarUL 

*'Ko Ships' Oitioebs' bookoase will henceforth be complete without 
Oaptain Mackenzie's ' Pbaotioal Mbohanios. ' Notwithstanding my many 
▼ears' experience at sea, it has told me how much more there ii to acquir€,**~^ 
(Letter to the Publishers from a Master Mariner). 

** I must express my thanks to you for the labour and care you have taken 
in 'PBAoncAL Mbohanios.' . . . It is a life's ezpebdenoe. . . . 
What an amount we frequently see wasted by ngspng purchases without reason 
and accidents to spars, &c., &c. ! 'Practical Mechanics ' would save all 
this." — (Letter to the Author from another Master Mariner). 



WORKS BT RICHARD C. BUCK, 

Of the Thames Nantical Training College, H.M.S. * Woroeater.* 

A Manual of Trigonometry: 

with Diagrams, Examples, and Exercises, Price 8s. 6d. 

Second Edition, Revised and Corrected. 
*«* Mr. Buck's Text-Book has been specially pbepabed with a view 
to i3ie New Examinations of the Board of Trade, in which Trigonometry 
la an obligatory subject. 

"This XKnffBMTLT FKAOTicii. and KEUABLB '9ouna."—8ehoolmaster. 

A Manual of Algebra. 

Designed to meet the Requirements of Saiion and others. Price Ss, 6d, 

%* These elementary works on algebra and tbioonomktbt are written specially for 
those who will have little opportunity of consalting a Teacher. They are books for "sbij*^ 
HXLP." All but the simplest explanations have, therefore, been avoided, and answsbs te 
fhe Sxeroises are given. Any person may readily, by oareful study, become master of their 
contents, and thus lay the foundation for a further mathematical course, if desired. It is 
hoped that to the yotmger Officers of our Mercantile Marine they will be found deddedly 
B«nrioeable. The Examples and Exercises are taken from the Examination Papers set for 
the Oadets of fhe "Worcester." 

'* Olearly arranged, and well got up. . . A first-rate Elementary Algebra.' — > 
/fautieal Magatine. 
*»*For complete list of Qmffiu's Nautical Sbriks. see p. 89. 

LONDON : CHARLES GRIFFIN & CO., LIMITED, EXETER STREET, STRAND. 
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QBnTIN'S yAUnCAL SERIES. 

Second Edition, Thoroughly Revised and Extended. In Crown 8vo. 
Handsome Cloth. Price 4s. 6d. 

THE LEGAL DDTIES OF SHIPHASTERS. 

BY 

BENEDICT WM. GINSBURG, M.A., LL.D. (Oahtab,), 

Of the Inner Temple and Northern Circuit; Barrister-at-Law. 

General Contents.— The Qnalifloation for the Poflition of Shipmaster— The Gon- 
traot with the Shipowner— The Master's Duty in respect of the Crew : BngagemeBt ; 
Amnrentices; Discipline ; Provisions, Accommodation, and Medical Comforts ; Payment 
of wages and Discharge— The Master's Dutir in respect of the Passengers— The Mastor's 
Financial Responsibilities— The Master's Duty in respect of the Cargo— The Master's 
Daty in Case of Casualty— The Master's Duty to certain Public Authorities— The 



Master's Duty in relation to Pilots, Signals, Flais, and Lisht Dues— The Master's Duty 
upon Arrival at the Port of Discharge— Appendices relative to certain Legal Matters : 
Board of Trade Certificates, Dietary Scales, Stowage of Grain Cargoes, Load Line Begola- 
tions, Life-saving Appliancee, Carriage of Cattle at Sea, Ac, dft;c.— Copious Index. 

** No intelligent Master should fail to add this to his list of necessary books. A few linos 
of it may savs a ULwrsa's vbb, BBsrosB bndlbss -wobxt."— Liverpool Journal of Oommeree. 

" Sbksiblk, plainly written, in cleab and non-tbohsioal lakquaob, and will be ftnmd oi 
KDCH SBBViOB by the Shipmaster."— A*t7t«A Trade Review. 



Second Edition, Revised. With Diagrams. Price 2b. 

Latitude and Longitude: 

SCovr to FindL tl&em. 

By W. J. MILLAR, C.E., 

Late Secretary to the Inst, of Engineers and ShiphteUders in Scotland. 
" Concisely and olbably written . . . cannot but prove an acquisition 
to those studying Navigation."— Jfarine Engineer, 
** Tonng Seamen will find it handt and ussruL, simple and OLXAB."— ^Ae 



FiRST AID AT SEA. 

Third Edition, Revised. With Coloured Plates and Numerous Illnstra- 

tions, and comprising the latest Regulations Respecting the Carriage 

of Medical Stores on Board Ship. Price 6s. 

A MEDICAL AND SURGICAL HELP 

FOR SHIPMASTERS AND OFFICERS 
//V THE MERCHANT NAVY. 

BY 

WM. JOHNSON SMITH, F.R.O.S., 

Principal Medical Officer, Seamen's Hospital, Oreenwich. 

*«* The attention of all interested in onr Merchant Navy 1b requested to this exceedingly 
osefnl and yalnable work. It is needless to say that it is the ontcome of many years 
FsaoTiOAL sxFBRiKHCB amongst Seamen. 

"Sound, judicious, kballt hklpful."— T7i« Lancet. 

*^* For Complete List of Gbufin's Nautioal Sebibs, see p. 39. 
LONDON : CHARLES GRIFFIN ft CO., LIMITED, EXETER STREET, STRAND. 
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44 OHARLES QRIFFIN <b OO.'S PUBLIOATIONS. 

GRimirs yAuncAL series. 

Eighth Edition. Revised^ with Chapters on Trim, Buoyancy, and Calctda- 
tUma, Numerotu IUu8tration$, Handsome Cloth, Crown 8vo, Price 7s, Sd, 

KNOW YOUR OWN SHIP. 

By THOMAS WALTON, Naval Architect. 

Specially arranged to suit the requirements of Ships' Officers, Shipowners, 
Superintendents, Draughtsmen, Engineers, and Others, 

This work explains, in a simple manner, such important subjects as :— Displacement. 
—Deadweight.-- Tonnage.— Freeboard.— Moments.— Buoyancy.— Strain. — Structure. — 
Stability.— Boiling.— Balla8ting.—Loading.— Shifting Cargoes.— Admission of Water.— 
Bail Area.— Ac. 

'*The little book will be found bxcbbdinolt handt by most ofEloera and officials connected 
with shipping. . . . Mr. Walton's work will obtain lasting succxss, because of its unique 
fitness for those for whom it has been written."— i9Mi>pina World. 



BY THB SAMB AUTHOR, 

Steel SMps: Their Gonstiictioa and Maintenance. 

(See page 38.) 

Fifteenth Edition, TJiorottgJdy Revised, QreaUy Enlarged, and Reset 
Throughout, Large 8w, Cloth, pp. i.xxiv+708. With 280 Illustra- 
tions, reduced from Working Drawings, and 8 Plates, 21«. net, 

A MANUAL OF 

MARINE ENGINEERING: 

COMPRISING THB DESIGNING, CONSTRUCTION, AND 
WORKING OF MARINE MACHINERY. 

By A.E. SEATON, HJ.CE., MJ.Heeh.B., 1I.LN.A. 

General Contents. — Part I. — Principles of Marine Propnlsion. 
Part II. — Principles of Steam Engineering. Part III. — Details of 
Marine Engines : Design and Calculations for Cylinders, Pistons, Valves, 
Expansion Valves, &c. Part IV. —Propellers. Part V. — Boilers. 
Part IV. — ^Miscellaneoas. 

" The Student, DraughtsQian, and Engineer will find tliis work the most valuable 
Handbook oi Reference on the Marine Kngrine now in existence.'^— If ariM Enginetr, 



Eighth Edition, Thoroughly Revised. Pooket-Size, Leather. 8s. 6d. 
A FOOKST-BOOK OF 

MARINE ENGINEERING RULES AND TABLES, 

TOR THB XrSB OF 

Marine Engineers, Naval Arehiteets, Designers, Dranghtsmen, 
Superintendents and Others. 

By a. E. SEATON, M.LO.E., M.LMech.R, M.LN.A., 

AND 

H. M. ROUNTHWAITE, M.I.Mech.E., M.LN.A. 

"Admikablv fulfils its parpoac/*—Marvu BngiMeer. 

LONDON: CHARLES GRIFFIN A CO., LIMITED, EXETER STREET, STRAND. 
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ENQINEERINQ AND ME0HANI08. 45 

WORKS BT PROF. ROBERT H. SMITH, Assoe.HJ.aE., 

M.I.ILE., M.LELE., llLMivuE^ Whit Soh., llOnLMdjL 



THE CALCULUS FOR ENGINEERS 

AND PHYSICISTS, 

Applied to Teehnleal Problems. 

WITH SXTENSIVE 

OIiASSIFIED BEFEBENCE UST OF INTEGRAIiS. 
By PROF. ROBERT H. SMITH. 

ASSISTSD BT 

R F. MUIRHEAD, M.A., B.Sa, 

Fonnerly Olark Fellow of GUu^row Uniyenity, and Leotnrer on Mathematioa at 
Maaon College. 

In Crown 8vo, extras with JHagrama and Folding-Plate, 8b. 6cL 

** Paor. B. H. Smith's book will be aervieeable in rendering a hard road as mast as PBAono- 
4BU for the non-mathematical Student and Bngineer."-^^tt«iunfm. 

*' Interesting diagrams, with practical illuetrations of actnal occorrenoe, are to be found here 
in abundance. Thb tut complbvb clabsifibd aBiBaxvcB tablb will prove very ueefhU In 
•aTlng the time of those who want an integral in a hurry."— 3%€ Engineer. 



MEASUREMENT CONVERSIONS 

(English and French): 
28 GRAPHIC TABLES OB DIAGRAMS. 

Showing at a glance the Mutual Conteasion of Mbasttsbmbntb 
in DiFFBiuiNT Units 

Of Ijengths, Areas, Volumes, Weights, Stresses, Densities, Quantities 

of Work, Horse Powers, Temperatures, Ac. 

For the use of Engineers, Surveyors, Architects, and Contraetora. 

In 4to, Boards, 78. 6d, 



*^* Prof. Smith's Gokyersion-Tablss form the most unique and 00m- 
prehensive collection ever placed before the profession. By their use much 
time and labour will be saved, and the chiBknces of error in calculation 
diminished. It is believed that henceforth no Engineer's Office will be 
oensidered complete without them. 

** The work is ihtaluablb."— CoUwry OwurdMn. 

** Ouffht to be in bybbt office where eren occasional oonyersions are required. . . . Pro! 
Smrh's Tablbs form very bxcbllbby chbcxs on results."— BZeetriool lUview. 

**Prof. Smith deserves the hearty thanks, not only of the Bnoibbbr, but of the CoMiaaoiAK 
WoBLD, for having smoothed the way for the adoptios of the Mbtbic Strim of MBABuanaur*, 
a sahject which is now assuming sreat importance as a factor in maintaining our H0U> upon 
yOKIZOir TBADB."— 2^ Mackintry Market. 

LONDON: CHARLES GRIFFIN i CO., LIMITED, EXETER STREET, STRAND. 
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46 CHARLES QRIFFIN A OO.'S PUBLICATIONS. 

Second Edition. In Large Syo. Handsome Cloth. 

CHEMISTRY FOR ENGINEERS. 

BERTRAM BLOUNT, a^ A. G. BLOXAM, 

F.I.O., F.O.S., A.I.C.E., r.LO.. F.O.S., 

Oonsoltinc Ohflmlat to the Orown Afents for Oonsaltlng Chemist. Head of the ChemistTy 

the Colonies. Department, Goldsmiths' Inst. 

New Cross. 

GENBRAL CONTENTS.— Introdnotlon—Obemlstry of the Chief Materials 
of 0on8tniotlon->8ouroe8 of Energy— Chemistry of Bteam-ralslng— Chemis- 
try of Lnhrloatlon and Lnhrloants— Metallurgical Processes nsed In the 
Winning and Manufacture of Metals. 

"The oathors have sncoKXDKD beyond all expectation, and have produced a work which 
ihonld give nosH powsb to the Engineer and Mannfactorer."— 2^ Tinut. 

"pBAcncjLL vHaoDOHonv ... an admibabli nzT-Boox, usefol not only to Students. 
but to EnoiNusa and Mabagbbs or works in pbbtbntiho wastb and impbovibo pbocbssbb."-- 



For Oompanion Volume by the same Authors, see '* Chbmistay 
FOB MANUFAcrruBBRS," p. 71 Qenerol Catalogue. 



Pocket Si2e, Leather Limp, with Gilt Edges and Rounded Comers, printed on Special 
Thin Paper, with Illustrations, pp. i-xii + 884. Price ISs. net. 

(THE NEW " NYSTROM ") 

THE MECHANICAL ENGINEER'S REFERENCE BOOK 

A Handbook of Tables, FormtUaa and Methods for Engineers, 
Students and Dravghtsmen. 

By henry HARRISON SUPLEE, B.Sc, M.E. 

Tables, Formulas, and Reference Data for Mechanical Engineers, comprising machine 
design and information relating to the drawing office and the designing department; 
ntended as a successor to the well-known Pocket-Book written many years ago by the 
late John W. Nxstbom.— Pttft/wAgra' Note. 



Works by WALTER R. BROWNE, M.A., M.lNST.C.E., 
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THE STUDENT'S MECHANICS: 

An Intpodaetion to the Study of Foree and Motion. 

With Diagrams. Crown 8vo. Cloth, 4s. 6d. 

" Qear in style and practical in method, 'Thb Student's Mbchanics' is cordially to bo 
recommended from all points of vitw/'—AtAttugum, 



FOUNDATIONS OF MECHANICS. 

Papers reprinted from the Engineer, In Crown 8vo, is. 



Demy 8vo, with Numerous Illustrations, 9s. 

FUEL AND WATER: 
A Manual for Users of Steam and Water, 

By Prop. FRANZ SCHWACKHOFER of Vienna, and 
WALTER R. BROWNE, M.A., C.E. 

Gbnbral Contbnts.— Heat and Combustion— Fuel^ Varieties of— Fixing Arrange- 
ments: Furnace, Flues, Chimney— The Boiler^ Choice of— Varieties— Feed-water 
Heaters— Steam Pipes— Water : Composition, Purification— Prevention of Scale, &c., &c. 

"The Section on Heat is one of the best and most lucid ever written."— i?«tf«M»r. 

" Omnot £ul to be valuable to thousands using steam power."— i:<»Aws> Enginter, 
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CHEMISTRY AND TECHNOLOGY. 47 

Second Edition, Revised and Enlarged. 

With Tables, Illastrations in the Text, and 37 Lithogiaphic Plates. Medium 

8vo. Handsome Cloth. 30s. 

SEWAGE DISPOSAL WORKS: 

A Guide to the Constraetion of Works for the Prevention of the 

Pollution by Sewage of Rivers and Estuaries. 

By W. SANTO CRIMP, M.Inst.C.K, F.G.S., 

Late Assbtant-Engineer, London County CoundL 
"Probably the most complbtb and bbst trbatisb on the snbject which has an 
' who r ^ ^' 



in our langwage . . Will prove of the greatest use to aU who have the problem of 
Sewage Disposal to fi^ot.* —Edinburgh MeeUcalJourHal. 



Beautifully Illustrated, with Numerous Plates, Diagrams, and 
Figures in the Text, Sis, net, 

TRADES' WASTE! 

ITS TREATMENT AND UTILISATION. 

A Handbook for Borousrh Engineers, Supveyops, Apchitects, and Analysts. 
By W. NAYLOR, F.O.S., A.M. Inst. C.E., 

Ohlef Inspector of BWers, Rlbble Joint Ooinmittee. 

Contents.— I. Introduction.— II. Chemical Engineering.— III.— Wool De-greasing 
and Grease Recovery .—IV. Textile Industries; Calico Bleaching and Dyeing.— Y. Dyeing 
and Calico-Printing.— YI. Tanning and Fellmongery.— YII. Brewery and Distillery 
Waste.— YIII. Paper Mill Refuse.— IX. General Trades' Waste.— Indbx. 

** There is probably no person In England to-day better fitted to deal rationally with 
■BCh a subject."— ^ttifA Sanitarian. 

" The work is thoroughly practical, and will serve as a handbook in the future for those 
who have to encounter the problems discussed.'^— C/iemtcaJ Trade Journal. 



Now Ready. In Handsome Cloth. With 59 Illustrations. 6s. net. 

A Manual for the Use of Manufacturers, Inspectors, Medical Officers of 
Health, Engineers, and Others. 

By WILLIAM NICHOLSON, 

Chief Smoke Inspector to the Sheffield Corporation. 
Contents.— Introduction. — General Legislation against the Smoke Nuisance. ~ 
Local Legislation.— Foreign Laws.— Smoke Abatement.— Smoke from Boilers, Furnaces, 
and Elilns.— Private Dwelling-House Smoke. — Chimneys and their Construction.— 
Smoke Preventers and Fuel Savers. — Waste Gases from Metallurgical Furnaces.— 
Summary and Conclusions.— Index. 



Second Edition. In Medium 8vo. Thoroughly Revised and Re-Written. 

15s. net> 

CALCAREOUS CEMENTS: 

THEIR NATURE, PREPARATION, AND USES. 
By GILBERT R. REDGRAVE, Assoc. Inst. C.E., 

Assistant Secretary for Technology, Board of Education, South Kensington, 

And CHARLES SPACKMAN, F.C.S. 

" Imvaluablb to the Student, Architect, and Kngine&T,"— Building Nev)». 

" Will be useful to all interested in the xahotaotuxs, usb, and TBsnira of Cements. "« 
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ELECTRICAL ENGINEERING. 

Second Edition, Revised, In Large Svo, Handsome Cloth, Profusely 
Illustrated with Plates^ Diagrams^ and Figures, 24s, net, 

CENTRAL ELECTRICAL STATIONS: 

Their Design, Organisation, and Management. 

By CHAS. H. WORDINGHAM, A.K.C., M.Inst.C.E., M.Inst.Mech.E., 

Late Memb. of Council InstE.E., and Electricad Engineer to the City of Manchester ; 

Electrical Engineer-in-Chief to the Admiralty. 

ABRIDGED CONTENTS. 

Introductory. — Central Station Work as a Profession. — As an Investment. — ^The Estab- 
lishment of a Central Station — Systems of Supply.— Site.— Architecture. — Plant.— B<nlers. — 
Systems of Draught and Waste Heat Economy. — Coal Handling, Weighing, and Storing. — 
Tne Transmission of Steam. — Generators. — Condensing Appliances. — Switching Gear, 
Instruments, and Connections.— Distributing Mains.— Insulation, Resistance, and Cost. — 
Distributing Netwcnrks— Service Mains and Feeders. — Testing Mains. — Meters and 
Appliances.— Standardising and Testing Laboratory— Secondary Batteries. — Street Light- 
ing. — Cost — General Organisation — Mains Department. — installation Department. — 
Standardising Department— Drawing Office —Clerical Department— The Consumer. — 
Routine andMainJLaying.— Index. 

" One of the most valuable contributions to Central Station literature we have had 
for some time."— £iectticity. 



In Large 8vo. Handsome Cloth. Proftisely Illustrated. 12s. 6d. net, 

ELECTRICITY CONTROL. 

A Treatise on EleotPie Swltehsreap and Systems of Electric Transmission. 
By LEONARD ANDREWS, 

Associate Member of the Institution of Civil Engineers, Member of the Institution of 
Electrical Engineers, &c. 

General Principles of Switchgear Design. —Constructional Details.— Circuit Breakers or 
Arc Interrupting Devices. — Automatically Operated Circuit- Breakers. — Alternating Reverse 
Current Devices. — Arrangement of 'Bus Bars, and Apparatus for Parallel Running.— 
General Arr^gement of Controlling Apparatus for High Tension Systems. — General 
Arrangement of Controlling Apoaratus for Low Tension Systems. — Examples of Com(dete 
Installations. — Long Distance Transmission Schemes. 

** Not often does the specialist have presented to him so satisfactory a book as this. • • • 
We recommend it without hesitation to Central Station Engineers, and, in fact, to anyone 
interested in the subject" — Power, 



Seventeenth Edition, Thoroughly Revised and Enlarged. 8s. 6d. 

A POCKET-BOOK 

OF 

ELECTRICAL RULES & TABLES 

FOR THE USE OF ELECTRICIANS AND ENGINEERS. 

By JOHN MUNRO, C.E., & Prof. JAMIESON, M.Inst.C.E., F,R.S.B. 

With Nttmerous Diagrams. Pocket Size. Leather, 8s. 6d. 

G-ENERAL OONTBNTS. 

Units of Measurement. — Measures. — Testing. — Conductors. — Dielectrics. — Submarine 
Cables.— Telegraphy.— Electro-chemistry.-— Electro-Metallurgy.— Batteries.— Dynamos and 
Motors. — Transformers. — Electric Lighting. — Miscellaneous. — Logarithms. — Appendices. 

"Wonderfully Pbrfbct. . . . Worthy of the highest commendarion we can 
give it**— EUctrician. 

"The Sterling Valub of Messrs. Munro and Jamibson's Pockbt-Book."— 
EUetrical Revirw. 
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BLECTRWAL ENGINEERINO. 49 

At Prbss. In Handsome Cloth. Profusely Illustrated. 

WIRELESS TELEGRAPHY. 

Br 
Db. GUSTAVE EICHHORN. 

Contents. — Oscillations. — Closed Oscillation Systems. — Open Oscillation 
Systems. — Coupled Systems.— The Coupling Compensating the Aerial Wire. — 
Tne Beceiver. — Comparative Measurement in the Sender. — Theoretical Results 
and Calculations in respect of Sender and Receiver. — Closelj^-Coupled Sender 
and Receiver. — Loose-Uoupled Sender and Receiver. — Principal Formulae.— 
The Ondameter. — Working a Wireless Telegraph Station. — Modem Apparatus 
and Methods of Working. — Conclusion. — Bibliography. — Index. 



In Active Pbepabation. Large 8vo, Handsome Cloth. 
Fully Illustrated. 

ELECTRICITY METERS, 

BY 

HENRY G. SOLOMON. 

Contents. — Introductory. — General Principles of Continuous - Current 
Meters. — Continuous-Current Quantity Meters.— Continuous-Energy Motor 
Meters. — Different Types. — Special Purposes, i.e., Battery Meters, Swatchboard 
Meters, Tramcar Meters. — General Principles of Single- and Poljrphase Induc- 
tion Meters. — Single -phase Induction Meters. — Polyphase Meters. — Tariff 
Systems. — Prepayment Meters. — Tariff and Hour Meters. —Some Mechanical 
Features in Meter Design. — Testing Meters. — Index. 



ELECTRICAL PRACTICE IN COLLIERIES. 

By D. burns, M.E., M.Inst.M.E. 
(See page 58 General Catalogue.) 



GRIFFIN'S ELECTRICAL PRICE-BOOK. 

Edited by H. J. DOWSING. 
(See page 31.) 



MODERN ELECTRIC TRAMWAY TRACTION. 

I 
By Professtor ANDREW JAMIESON. 

(See page 34.) 
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Third Edition, Revised, Enlarged, and Re-issaed. Price 6s. net. 

A SHORT MANUAL OF 

INORGANIC CHEMISTRY. 

BY 

A. DUPRE, Ph.D.. F.R.S., 

AND 

WILSON HAKE, Ph.D., F.I.O., F.CS., 

Of the Westminster Hospital Medical School 

" A well-written, dear and accurate Elementary Manual of Inorganic Chemisdy. . . 
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"There is no question that, given the pbrfbct groukding of tiie Student in his Sdance, 
^in» remainder comes afterwards to him in a manner much more simple and easily acquired. 
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Science over the fragmentary style so generally followed. By a long way thb bbst of the 
small Manuals for Students.'^— ^no/yf/. 
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OUTLINES OF QUANTITATIVE ANALYSIS. 

FOR THB USB OF STUDBNT& 

With lUoBtrations. Foubth Edition. Crown 8vo, Cloth, 3b. 

'* A ooicPAOT liABOSATOBT ouiDB for beginners was wanted, and the want has 
been wbll suppubd. ... A good and nsefhl book."~£aik^ 



OUTLINES OF QUALITATIVE ANALYSIS. 

FOR THB USB OF STUDBNTS. 

With Illuatrations. Fourth Edition, Revised. Crown 8vo, Cloth, Sa. 6d. 
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ELEMENTARY HETALLUfiGY: 

Inolnding the Author's Praotical Laboratory Course. With many 
Illustrations. [See p. 66 Oeneral Cataloguem 

Thibd Edition, Reyised. Crown 8yo. Cloth, 6s. 
** Jnst the kind of work for students commencing the study of metaUuzgy," — 
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